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PREFACE 

This book was written for the use of Industrial and Eve- 
ning schools and also as a home-study text. The basic princi- 
ples of direct-current electrical engineering are presented, 
the keynote being simplicity. The only reqiusite for a full 
comprehension of the text is a knowledge of simple arithme- 
tic, for mathematical derivations and proofs are dispensed 
with. This book is the only one, within the author's knowl- 
edge, on this phase of electrical engineering which does not 
use symbols and does not require a knowledge of algebra. 

The course gives a correct and defimte conceprion of the 
principles forming the foundations of electrical engineering. 
It is laid out according to a specific and logical plan. First, 
the fundamental units of the "practical" system are de- 
fined and explained. It is necessary for the student to leam 
and memorize these units as they will be used continually 
and will serve as his tools. It is then necessary to become ac- 
quainted with the fundamental laws of electrical engineering. 
Having mastered these, the student is ready to attack the 
more difficult problems which arise. After the fundamental 
laws, the properties of electrical and magnetic circuits are 
discussed. Under this heading (lesson 3) the author has 
endeavored to present the subject of "Current-Carrying 
Capacity" in a thorough and novel manner. When this much 
of the text has been mastered, the student has a sure ground- 
work. Electrical instruments are next taken up. Instead 



of ■going into constructional details, the basic principle govern- 
ing the operation of each type of instriunenL is shown. The 
next lessons are devoted to direct-current measurements and 
to primary and secondary cells, and these are followed by 
lessons on direct-current generators and motors. Funda- 
mental laws are always referred to, so that the student in- 
creases his knowledge step-by-step and in a logical manner. 
The appendix contains a complete laboratory course of twenty 
experiments which will be found serviceable in supplement- 
ing the text. 

The topical form of the text and the use of main headings 
and sub-headings serve to emphasize the important points 
of the subject. The outlines preceding each lesson will prove 
of value to the instructor in preparing his lectures, and to 
the student in surmnarizing and in reviewing his text assign- 
ments. 

The electrician who has gained his knowledge of things elec- 
trical by actual practice can obtain from this book a real 
understanding of the basic principles of electrical engineering. 
Having mastered the text, he will know "why" as well as 
"how." There are a number of men engaged in the electrical 
industry, many in important executive and non-technical 
positions, who have had neither the time nor the opportuni^ 
to obtain even a general knowledge of electrical science. 
Such men will fmd in this book exactly what they have been 
looking for — the facts presented in simplified but not childish 
form and in a manner which can be grasped by those who do 
not possess either a college education or technical training. 

H. G. CisiN 
JANUARY, 1922 



CONTENTS 

LESSON I PAGE 

Electricity and Magnetism 3 

LESSON 2 
Fundamental Laws of Electrical Engineering 14 

LESSON 3 
Electrical and Magnetic Circuits 36 

LESSON 4 
Electrical Instruments 87 

LESSON 5 
Direct-Current Measurements 115 

LESSON 6 
Primary and Secondary (Storage) Cells 141 

LESSON 7 
The Electrical Generator 167 

LESSON 8 
The Direct-Current Motor 232 

APPENDED 
Laboratory Experiments ...•..,,... 275 



Vll 



xtime of Lesson 1 — ELECTRICITY AND MAGNETISM 

ELECTRICITY: 

(a) What Electricity is. 

(b) How Manifested: 

(1) Magnetic effect. 

(2) Heating effect. 

(3) Chemical effect. 

(4) Physiological effect. 
(6) Visible effect 

(c) How Measured: 

(1) Magnetic effect 

(2) Heating effect 

(3) Chemical effect. 

(d) Elementary Electrical Terms: 

(1) Current. 

(2) Electromotive force (e.m.f.). 

(3) Potential. 

(4) Resistance. 
(6) Conductance. 

(6) Inductance. 

(7) Difference between d.c. and a.c. 

(e) How obtained commercially: 

(1) Generator. 

(2) Primary cell. 

(f) Electrical Units — Practical System: 

(1) Ampere. 

(2) Ohm. 

(3) Volt. 

(4) Coulomb. 
(6) Farad. 

(6) Henry. 

(7) Joule. 

(8) Watt. 

I 



2 PRACTICAL ELECTRICAL ENGINEERING 

2. BfAGNETISM: 

(a) Definition. 

(b) How Meastsred. 

(c) Elementary Magnetic Tenns: 

(1) Magnetic Field. 

(2) Lines of Force. 
(8) Magnetic Flux. 

(4) Magnetomotive force. 
(6) Reluctance. 

(6) Permeance. 

(7) Polarity. 

id) How Obtained: 

(1) Electrically. 

(2) Natural magnet. 

(8) Permanent magnet. 

(e) Magnetic Units — Practical System: 

(1) Ampere-turn. 

(2) MaxwelL 
(8) Rel. 

(4) Other magnetic units. 



PRACTICAL ELECTRICAL 
ENGINEERING 

LESSON 1 — ELECTRICITY AND MAGNETISM 

1. Electricity 

(a) What Electricity is. Electricity, according to the modem 
conception, is the fundamental substance of which every 
form of matter is composed. The particles of electricity, 
or "Electrons," are the smallest conceivable sub-division of 
matter. Electricity in motion is a form of energy, just as 
heat is a form of energy. Light is the only visible form of 
energy. Electricity in motion, as well as all other forms 
of energy, must be observed and measured by the effects 

' produced. Thus, heat energy may cause the temperature 
of a body to rise, and this rise in temperature is a mani- 
festation of the presence of the heat energy, and if properly 
observed, may serve as a measure of it. (Note : The term 
"Electricity" as used hereafter, will refer to electricity 
in motion.) 

(b) Haw Manifested: 

(i) Magnetic effect. Electricity is always accompanied 

by magnetism, and can always be observed by means of 

it. 

(2) Heating effect. Electrical Energy is always partially 

converted into heat energy. 
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4 PRACTICAL ELECTRICAL ENGINEERING 

(3) Chemical effect. Electricity produces certain chemical 
effects, chief among which are: 

Plating of metals. 

Electrolysis: This is the breaking up of a substance into 
its various elements by means of the passage of electricity 
through it. 

(4) Physiological effect. The presence of electricity may 
be detected by the sense of touch. 

(5) Visible effect. Electrical Energy may manifest itself 
as a discharge, such as lightning; or in certain cases 
it may cause a hazy light known as "Corona''; or it 
may cause lights in the sky, known as "Northern'' and 
"Southern" lights. 

(c) How Measured: 

(i) Magnetic effect. This furnishes the most important 
means of measuring electricity. 

(2) Heating effect. A secondary means of measuring 
electricity. 

(3) Chemical effect. Mainly used for determining stand- 
ards, and for purposesNQf calibration. 

(d) Elementary Electrical Terms: 

(i) Current. The movement or "flow" of electricity 
along a conductor is called an electric current. Current 
is measured in amperes. 

(2) Electromotive force (e.m.f.)- This is electrical pressure. 
It is the cause. of current flow. The flow of electricity 
along a conductor may be likened to the flow of water 
through a pipe. The e.m.f. is analogous to the head or 
water pressure and the electric current to the rate of 
discharge of the water. E.m.f. is measured in volts and 
is also referred to as Voltage. 
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(3) Potential is electrical "level." It refers to the degree 
of e.m.f. A water analogy will make this clearer. The 
height or head of water is often measured from an ar- 
bitrary base such as sea level. In like manner, the degree 
of e.m.f., or the electrical level, or in other words the 
"Potential,'' is measured from an arbitrary base. This 
base is the earth, which is said to have zero electrical 
potential. "Difference of Potential'' means a difference 
of electrical level, and is measured in volts. Although 
the term electromotive force correctly denotes electrical 
pressure, it should not be used to take the place of "dif- 
ference of potential," when reference is being made to 
degree of e.m.f. or difference of electrical level. 

(4) Resistance. Every conductor of electricity offers a 
certain resistance to the flow of current. Resistance is a 
prof)erty of the conductor itself. It increases with in- 
creased length of conductor, decreases with increased 
cross-sectional area, and varies with different materials. 
Resistance is measured in Ohms. 

(5) Conductance. This term expresses the ease of flow of 
electric current. It is the reciprocal of resistance and 
equal to the resistance divided into the number one. 

(6) Inductance. Inductance is the property of an electrical 
circuit which determines the value of the induced e.m.f. 
in that circuit, when current is changed at a definite rate. 
Inductance will vary with the shape of the conductor, 
and also with various other physical properties. It also 
varies according to the nature of the associated magnetic 
circuit. (Thus, iron or steel in the vicinity of the con- 
ductor will increase the inductance.) Inductance is 
measured in henrys. 
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(7) Di^erence bet-ween d.c. {direct current) and a.c. (al- 
ternating current). "Direct current is current which 
flows in one direction. If it varies regularly in magnitude, 
it is said to be "pulsating." while if it remains the same 
in magnitude it is called "continuous." The term d.c. or 
direct current, when not otherwise qualified, refers to 
a continuous, non-pulsating direct current. An alternat- 
ing current (a.c.) is one which regularly reverses its 
direction. It is a current which gradually increases from 
zero to a maximum value, and then decreases at the same 
rate to zero. It then reverses in direction, increasing 
■ from zero to a maximum value and returning back to 
z«ro again. These reversals take place at a very rapid 
rate. 
(e) How obtained commercially: 

(i) Generator. This machine furnishes the commercial 
means of obtaining electrical energy from mechanical 
energy. 

(2) Primary cell. This is a secondary means of obtaining 
electricity. Its properties are based on electro-chenucal 
action. 
(/) Electrical Units — Practical System. A thorough knowl- 
edge of this simple system will serve all the purposes to 
which the older and more complicated systems have been 
applied. Although the Practical system is based originally 

(Note: There are two other systems of units. In the " Elect romagnetie 
System," the units are based on the force exerted between a current and a 
magnetic pole. Electrical and magnetic units ate derived on this basis, using 
the fundamental units of length) mass, and lime the centimeter, lire gram, 
and the second (C. G, S. system). In the " Electrostatic System." the units 
are based on the force exerted between two quantities of electricity, The 
derived units are in terms of the C. G. S. system also. Sin<s the units of both 
these systems arc neither convenient nor necessary for the understandhig of 
the theory of Electrical Engineering, they will not be discussed in detail.) 
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on the C.G.S. systems (see note below), still it is in no way 

dependent upon them for practical use. Hence it is entirely 
reasonable to consider the ampere, the volt, and the ohm, 

as fimdamental units, from which all other electrical as 
well as magnetic units, when used together with the funda- 
mental units of length and time, can be derived. Although 
the fimdamental unit of length in the United States, is the 
meter, the English system is generally used in this country 
for measurements of length, and hence, in this book, the 
foot will be considered arbitrarily, as the fundamental unit of 
length. The second is the fimdamental unit of time. The 
ampere and the ohm have been specifically defined by in- 
ternational agreement, the volt being determined as the 
product of these two. 

The following are the fimdamental and derived electrical 
units of the practical system: 

(i) Ampere. This is the unit of electric current flow, 
and is specified as the unvarying current, which when 
passed through a solution of silver nitrate in water, and 
in accordance with standard specifications, will deposit 
silver at the rate of 0.000039 ounce (approximately two 
millionths of a pound) per second. 

(2) Ohm. This is the unit of electrical resistance. Re- 
sistance is a property of all electrical circuits. The Ohm 
is specified as the resistance offered to an unvarying 
electric current by a column of mercury, at the tem- 
perature of melting ice (32 degrees Fahrenheit), 0.5050 
ounce in mass (approximately 3/iooths of a pound), of a 
constant cross-sectional area, and of a length of 3.487 feet. 

(3) Volt. The volt is the unit of electrical pressure, or 
of electromotive force. It is that e.m.f. which, when 
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steadily applied to a conductor whose resistance is one 

ohm, will produce a current of one ampere. It may also 

10,000 

be defined as the equivalent of — times the e.m.f . of 

10,183 

a Weston Normal Cell, at 68 degrees Fahrenheit. ' 

(4) Coulomb. This is the unit quantity of electricity, 
being the amount of electricity flowing through a circuit 
in one second when the current flow is constant and equal 
to one ampere. 

(5) Farad. This is the uirit of capacity. Capacity is 
another property of electrical conductors. The farad is 
the capacity of a conductor, or system of conductors, 
which will be charged to a potential of one volt, by one 
coulomb of electricity. Since the farad is too large a* unit 
for ordinary measurements of capacity, the "micro-. 
farad'' is generally used. This is equal to one-millionth 
of a farad. 

(6) Henry. This is the unit of inductance. The henry 
is the inductance of a circuit, when a current changing at 
the rate of one ampere per second induces an e.m.f. of 
one volt. The milli-henry, which is equal to one one- 
thousandth of a henry is generally used to measure induc- 
tance, as the henry is too large. 

(7) Joule. This is the unit of energy and of work. It is 
the energy expended, or the work "done, in one second, 
when a constant current of one ampere flows through a 
constant resistance of one ohm. Since the joule is rather 
small for ordinary work, the "Kilowatt-hour" is more 
commonly used. This is equal to one thousand volt-^' 
ampere-hours. 

(8) Watt. The watt is the unit of power. It is the pow 
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developed when work is done, or energy expended, at the 
rate of one joule per second. The kilowatt is equal to 1000 
watts and is used in measuring larger amounts of power. 

2. Magnetism 

(a) Definition. Magnetism is a manifestation of electricity 
which is characterized by the attraction or repulsion of soft 
iron or of conductors carrying electricity. 
(6) How measured. Since magnetism and electricity are 
so closely interlinked, either one may be used to indicate 
the presence of the other. An electric current will flow if 
a closed conductor cuts across a magnetic field (see next 
paragraph) and the amount of this current, as measured 
by a suitably calibrated instrument, will then show the 
amount of magnetism, 
(c) Elementary Magnetic Terms: 
(i) Magnetic Field. Wherever magnetism is present, the 
space in the immediate vicinity is called a magnetic field. 

(2) Lines of Force. These are theoretical lines, which 
map out the magnetic field, and which show the direc- 
tion along which the magnetism acts. Lines of force are 
conceived as forming closed loops and the path they 
traverse is called the "magnetic circuit.'' The positive 
direction of the lines of force is arbitrarily taken as that 
in which the north-seeking end of a compass moves. 

(3) Magnetic Flux. This may be considered as the total 
magnetism present at any cross-section perpendicular to 
the lines of force. Magnetic flux is analogous to current 
flow. . That is to say, it is convenient to consider a flow 
of magnetism in the same way as we consider electricity 
to flow. 
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(4) Magnetomotive force. This is the force causing mag- 
netic flow. Magnetomotive force, or m.m.f., is the mag- 
netic cause, while flux is the magnetic effect, just as in 
"electrical terms, electromotive force is the cause and 
current is the effect. M.m.f. is measured in ampere-turns. 

(5) Reliictance. This is magnetic resistance. Just as 
all conductors of electricity offer electrical resistance to 
the flow of current, so all magnetic circuits offer "re- 
luctance'' to the flux. 

(6) Permeance. This represents the ease of magnetic 
flow. It is analogous to conductance in electrical con- 
ductors. It is equal to the reciprocal of the reluctance. 

(7) Polarity. A substance showing the characteristics of 
magnetism is said to be a "magnet.'' Lines of force 
flow out of one end of the magnet and into the other end. 
These ends, where the magnetic effect appears to be 
concentrated, are called "poles." The lines of force are 
considered to flow from the "north" pole, which is the 
end of the magnet corresponding to the north-seeking 
end of a compass. The other end of the magnet is called 
the "south" pole. 

(d) How obtained: 
(i) Electrically. This is the important commercial 
method of obtaining magnetism. The magnetism due to 
the flow of an electric current is termed "Electromag- 
netism." The magnetic field thus produced lies at right 
angles to the electric current flow. 

(2) Natural magnet. The lode-stone (leading stone) is 
an iron ore which shows magnetic properties. This 
magnetism is attributed to the motion of the electrons 
within the iron. 
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(3) Permanent magnet. Hardened steel, which has 
been permanently magnetized, either electrically, or by 
stroking with another magnet, has several important 
conmiercial applications, 
(e) Magnetic Units — Practical System: 

(i) Ampere-turn. The ampere-turn is the unit of mag- 
netomotive force. As mentioned above, magnetomotive 
force is the exciting cause of flux. An ampere-turn con- 
sists of a current of one ampere flowing through one 
complete turn of a conductor. The expression "turn" 
means that the conductor is wound in a solenoid. (That 
is, is wrapped around a core, which may consist of air 
or of any other substance.) The same magnetic field will 
result from ten ampere-turns consisting of ten amperes 
flowing through one turn, as from ten ampere-turns 
consisting of one ampere flowing through ten turns. 

(2) Maxwell. The maxwell is the unit of magnetic flux. 
It is equal to one line of force. When 100,000,000 lines 
of force are cut by a single conductor, in one second, one 
volt will be induced. This then defines the maxwell in 
terms of the electrical effect. 

(3) Rel. The name "Rel" has been suggested,^ and is 
now widely used as the unit of reluctance. The rel is 
the reluctance of a magnetic circuit which will have one 
line of force in it, upon application of one ampere-turn. 
It can also be specified as the reluctance of a cylinder of 
air, or of any other non-magnetic material, one square 
inch in cross-sectional area, and 3.19 inches long. 

(4) Oth^ magnetic units such as "flux density,'' "field in- 
tensity," etc., have no generally adopted names. These will 
be explained in detail in the lesson on the magnetic circuit. 

* Karepetoff 



Outline of Lesson 2 — FUND AMENT AL LAWS OP ] 
ELECTRICAL ENGINEERING 

1. ELECTRICAL LAWS: 

(a) Ohm's Law: 

(1) Statement of Ohm's Law. 

(2) Mechanical analogy. 

(3) Ohm's Law stated as an Equation. 

(4) Numerical examples. 

(6) Ohm's Law applied to a portian of a circuit. 1 

(b) Laws of Electrical Power : 

(1) Definition of Power. 

(2) Definition of Electrical Power. 

(3) Electrical Power stated as an Equation 

(4) Numerical example. 

(G) Equations for Electrical Power in terms of Resistance, ' 

(6; Numerical examples. 

(7) Definitions of Mechanical Power and ^prk. 

(8) Relation between Mechanical Power and Electrical Power. 
(B) Numerical example. 

(c) Laws of Electrical Energy and Electrical Heating : 

(1) Definition of energy. 

(2) Method of deterrcuning amount of electrical energy. 

(3) Equations of electrical energy. 

(4) Numerical examples. 
(6) Heat energy. 

(6) Electrical Heating. 

(7) Numerical examples of electrical heating. 

(d) EirchhofF'sLawB: 

(1) How derived. 

(2) Divided circuits, 

(3) Statement of KirchhoS's First Law. 

(4) Statement of KirchhoS's Second Law. 
(G) Numerical illustration of First Law. 

(6) Numerical illustration of Second Law. 

(7) Application to more complex circuits. 
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a. MAGNETIC LAWS; 

1(a) Ohm's Law for the Magnetic Circuit; 
(1) Statement af Magnetic law. 
(2) Mechanical analogy. 
CB) Magnetic law stated as an equation. 
(4) Numerical examples. 
(6) Laws of magnetic circuit with iron or other ferro-magnctic sub- 
stances: 
(1) Reluctance a variable quantity. 
(2) Low reluctance. 
(3) Effects of Hysteresis. 
(4) Magnetization curves. 

(0) Discussion of curves. 

(6} Numerical applications of magnetization curves. 
3. ELECTROMAGNETIC LAWS: 

(a) Production of Magnetic Field by Electrical Current: 

(1) Field about a straight Conductor. 

(2) Field about a Heliz. 
^) Laws of Magnetic Action between Current-CanTing Conduc- 
tors: 

(1} Parallel currents in the same direction. 

(2) Parallel currents in opposite directions. 

(3) Currents at an angle, 
(c) Maxwell's Law of Motor Action. 

R(d) Law of Generator Action or of "Electromagnetic Induction": 

(1) Statement of law. 

(2) Magnitude of induced e.mi. 

(3) Value of induced e.m.f. expressed as an equation. 

(4) Numerical example. 
(0) Direction of current Sow. 

It) Leaz's Law. 
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LESSON 2 — FUNDAMENTAL LAWS OF 
ELECTRICAL ENGINEERING 

1. Electrical Laws 

(a) Ohm^s Law: 

(i) Statement of OhnCs Law, "Current flowing in a con- 
ductor will increase directly with increase of voltage 
and will decrease directly with increase of resistance." 
In other words, voltage is the cause, while current is the 
effect; and the effect is directly dependent upon the cause 
and inversely upon the opposition offered to the cause. 
Ohm's Law is the fundamental law of electrical engineering. 

(2) Mechanical analogy. Suppose that by exerting a 
certain effort, a man is able to walk a certain distance, 
on a smooth city road. With double the effort, he can 
walk double the distance. Assume that on a rough 
country road, with the same effort, he can "walk only 
half the distance or with double the effort, he can walk 
the same distance. Applying this reasoning to electricity, 
a certain voltage causes a certain current to flow. Double 
the voltage will cause double the current to flow, if the 
resistance is the same. If the resistance is doubled how- 
ever, the same voltage will result in only half the current 
flow. With double voltage and double resistance, the 
same current will flow. 

(3) OhrrCs Law stated as an Equation: 

n 4.r \ Vo ltage (in volts) t^ .. . ^ 

Current (m amps.) = ^..^^^ .. .^. - .Equation (i) 

Resistance (m onms; 

14 
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Voltage = Current X Resistance Equation (2) 

^ . Voltage ^ . , V 

Resistance = 7; ^ Equation (3) 

The above simple equations all mean the same thing, 

and serve to express, in various forms, the idea set forth 

above. The substitution of numerical values in the place 

of names will make the meaning even clearer. It will 

be seen that if any two values are known, the third can 

easily be determined from these equations. 

(4) Numerical examples. To find the current which will 

flow through a resistance of 5 ohms when an e.m.f. of 

100 volts is applied at the terminals: 

From equation (i), Current = 100/5 = 20 amperes. 

Suppose it is desired to determine the voltage drop 
when a current of ten amperes flows through a resistance 
of 15 ohms: 
From equation (2), this will equal 10 X 15 = 150 volts. 

If it is desired to find the resistance of a circuit, and 
it is found that 19 volts will cause i ampere to flow, then 
from equation (3), the resistance = 19 /i = 19 ohms, 
(s) Ohm's Law applied to a portion of circuit. Ohm's Law 
applies to a portion of an electrical circuit, as well as to 
the entire circuit. Care must be taken when applying 
the law to only a part of the circuit, to consider only the 
resistance, current and voltage of that part. This state- 
ment will be explained in greater detail under "Elec- 
trical Circuits." 
(6) Laws of Electrical Power: 

(i) Definition of Power. "Power is the rate of doing 
work." Thus, one man may perform a certain piece of 
work in a Hay, while another one may do the same thing 
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in an hour. The second man has expended greater power. 

(2) Definition of Electrical Power. "Electrical Power is 
the product of voltage times amperage." 

(3) Electrical Power stated as an Equation: 

Electrical Power = Voltage (in volts) X Current (in amps.) 

= Watts Equation (4) 

(4) Numerical example. If an e.m.f. of 15 volts, when 
impressed on a circuit will cause 10 amperes to flow, the 
electrical power is 10 X 15 = 150 watts. To express this 
in kilowatts, divide by 1000 thus: 150/1000 = 0.15 Kw. 
(s) Equations for Electrical Power in terms of Resistance. 
Substituting the value of voltage obtained from equa- 
tion (2) in equation (4), the following is obtained: 
Electrical Power 

= Current X Resistance X Current = Watts 

= Current^ X Resistance Equation (5) 

In like manner, by substituting the value for current 
obtained from equation (i), in equation (4), the following 
equation is obtained: 

Electrical Power = J^ ^f^ .Equation (6) 

Resistance 

Equations (4), (5), and (6) give the same results, but in 
some cases it is easier to obtain values of current and of 
resistance, or of voltage and resistance, than of voltage 

and current. 

(6) Numerical examples. In the example given above, 
an e.m.f. of 15 volts resulted in a current of 10 amperes. 
Hence, from Ohm's Law, the resistance of this circuit 
was 1.5 ohms. 
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Then from equation (5) : 

Electrical Power = 10^ X 1.5 = 100 X 1.5 = 150 watts. 

Also, from equation (6), 

Electrical Power = 15^/1.5 = 225/1.5 = 150 watts. 

These examples demonstrate the equality of the above 
formulas. 

(7) Definitions of Mechanical Power and Work. Mechanical 
power is measured in Horse Power. One horse power is 
equivalent to 33,000 foot-pounds per minute. Since 
j>ower is the rate of doing work, the expression for power 
must contain a time element and a work element. Work 
is a measure of a force exerted through a distance. Hence 
the foot-pound measures work. The three units — of 
force, length, and time — may be combined in any way, • 
but so long as they equal 33,000 foot-pounds per minute, 
they measure one horse power. Thus, if a force of 33,000 V 
pounds is exerted through a distance of one foot, in one 
minute, a horse power has been expended. The same 
power would be required if a force of one pound was 
exerted over a distance of 33,000 feet in one minute, or 

if a force of 33,000 pounds was exerted over a distance 
of \ foot in 30 seconds. 

(8) Relation between Electrical Power and Mechanical 
Power. The mechanical unit of power, the hp. (horse 
power) is much larger than the electrical unit of power, 
the watt. The following equation expresses the relation 
between the two units: 

746 watts = I Horse Power Equation (7) 

Hence to change from mechanical to electrical units, it 
is necessary to multiply by 746. 
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(p) Numerical example. To change lo hp. to watts: 
lo X 746 = 7460 watts. Since a large value such as 
this is more conveniently expressed in kilowatts, this 

^ would equal 7460/1000 = 7.46 kw. 

(c) Laws of Electrical Energy and Electrical Heating: 
(i) Definition of energy. "Energy is the ability to per- 
form work." It is closely related to work, and is measured 
in the same units, but does not mean exactly the same 
thing. Electricity (in motion) is energy, since it can do 
work. The degree to which it possesses this ability is a 
measure of its energy. Energy can neither be created nor 
destroyed. However it can be converted into various 
forms, which make it available for the production of 
various kinds of work. When energy is available for the 
production of work, it is referred to as potential energy. 
Energy at work is kinetic energy. Kinetic energy is 
sometimes called the energy of motion. 
(2) Method of determining amount of electrical energy ^ 
While electrical energy is being expended, the work done 
may be measured. This is the most common method of 
determining the amount of electrical energy. Thus, 
electrical energy is sold to the householder, but the amount 
expended is measured by the work performed. This will 
be taken up further under the heading of ''Electrical In- 
struments." Electrical energy may be expended in the 
production of (that is to say, converted to the form (^ 
various other forms of energy, such as mechanical energy 
light, or heat. The conversion of electrical energy i^ 
every form of energy is invariably accompanied by tie 
conversion of a part into heat energy. 
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(3) Equations of electrical energy. 
Work Performed or Energy Expended 

= Voltage (in volts) X Current (in amps.) 

X Time (in sec.) = Joules . . Equation (8j 
By taking the value for voltage from equation (2) and 
substituting in equation (8), the following expression is 
arrived at: 

Work Performed or Energy Expended 
= Current^ (in amps.) X Resistance (in ohms) 

X Time (in sec.) = Joules . . Equation (9) 
The Kilowatt-hour is used for larger amounts of energy. 
Since the joule is equivalent to a watt-second, the kilo- 
watt-hour is equal to 1000 X 60 X 60 joules = 3,600,000 
joules (since the prefix "kilo" is 1000, and there are 
60 X 60 seconds in an hour). Therefore to express equa- 
tion (9) in kilowatt-hours: 
Work Performed or Energy Expended 

Current^ X Resistance X Time (sec.) -^ . 

= -. = Kw.-hrs. 

3,600,000 

Equation (10) 

(4) Numerical examples: 

To find the energy expended if 20 amperes flows through 
a resistance of 30 ohms for an hour: 
From equation (9) 

20 X 20 X 30 X 3600 = 43,200,000 Joules 
To change this to kilowatt-hours, according to equa- 
tion (10): 

20 X 20 X 30 X 3600 __ , 

--^ = 12 Kw.-hrs. 

3,600,000 

(s) Heat energy. Heat energy is usually measured in 

B.T.U.'s. (British Thermal Units.) A B.T.U. is a 
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measure of the heat energy required to raise th'*" 
perature of a pound of water from 62 degrees to v <} 
grees Fahrenheit. It has been determined experimen^^l^j 
that the B.T.U. is equal to 778 foot-pounds. 

(6) Electrical Heating. Since electrical energy and heat 
energy are mutually convertible, the joule is sometimes 
called the electrical unit of heat. Since the joule is equal 
to a watt-second, and 746 watt-seconds equal 550 foot- 
pounds, then one foot-pound equals 1.356 joules. There- 
fore one B.T.U. = 778 foot-pounds = 1055 joules 
Dividing equation (9) by 1055, we obtain 

Work Performed or Energy Expended 
_ Amperes^ X Ohms X Seconds _ Joules 

loss " loss 
= B.T.U.'s Equation (11) 

In order to find the increase of temperature, in degrees 
Fahrenheit, of a conductor (neglecting radiation losses, 
etc.), it is simply necessary to divide equation (11) by 
the mass of the conductor in pounds, and by its q)ecific.j 
heat, as obtained from a handbook table. 

(7) Numerical examples of electrical heating. To de- 
termine the heat energy, in B.T.U.'s liberated when a car- 
rent of 15 amps, flows through a resistance of 10 ohms for 
30 minutes. 
From equation (11): 

.5X,SX.oX6oX.,o . 

1055 

To find the temperature rise, in the above example, and I 
assuming the conductor to weigh 250 pounds, to be made rf • 



FUNDAMENTAL LAWS 21 

|f copper, and to have a specific heat of 0.096 (approximately) : 

Temp. Rise (neglecting losses) = 



250 X .096 

= 159.9 degrees Fahr. 
[d) Kirchhoffs Laws: 

(i) How derived. These laws depend on Ohm's* Law. 

They constitute a further application of Ohm's Law to 

more complicated electrical circuits. 

(2) Divided circuits. In addition to simple electrical 
circuits, conductors may be connected in various com"- 
plicated networks, all of which come under the heading 
of " divided circuits." By means of Kirchhoff's Laws, the 
current in any part of a divided circuit may be found, if 
the resistances of the various parts, and the e.m.f.'s are 
given. 

(3) Statement of Kirchkoff^s First Law. "The sum of the 
currents flowing to a point, in any electrical circuit, is 
equal to the sum of the currents flowing away from 
that point." 

(4) Statement of Kirchhoff^s Second Law, "In any closed 
* electrical circuit, the sum of the impressed electromotive 

forces will equal the sum of the voltage drops." This 
- statement requires modification, in so far as "addition" 
of voltages is concerned. Voltages are added, provided 
they are in the same direction, but must be subtracted if 
in opposite directions. 

(s) Numerical illustration of first law. In Fig. i, the sum 
of the currents, 8 amperes and 4 amperes, flowing towards 
point a, is equal to the total current, 12 amperes, leaving 
point a. 
(6) Numerical illustration of second law. Assume that the 
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resistances of the various parts of the circuit, Fig. i, are 
as marked, and that the total internal resistance of the 
battery is 0.06 ohm. Then, according to the statement d 
the second law, if the impressed voltage = 7.12 volts: 

6 Amps. 

^ WW N^ 

. ^^y^ OS Ohms ^v. ^ ^ 

^V^ / Ohm j^ 

^s AAAAAA— X^ 



w 



,.01 Ohm 
f2Amps.^ ^x 



4 Amps 



112 Voli-s 
c 



OJOhm-^ 
12 Amps 



^'Baff-ery 0.06 Ohm Inferna/ Res,^ 
Fig. I. — Diagram illustrating Kirchhoff's Laws. 

Impressed Voltage = 7.12 = Total Voltage Drops throujji 

the lower circuit 
= 12 Xo.i {c to 6) plus 4 X I (ft to fl 
in lower branch) plus 12 Xo.i 
{a to d) plus 12 X0.06 {d toe 
through battery) 
= Total of 7.12 volts. 

In like manner, Impressed Voltage = Total Voltage drop 
through upper circuit: 

7.12 = 12 X o . I (c to 6) plus 8 X o . 5 (6 to a through upper 
circuit) plus 12 Xo.i {a to d) plus 12X0.06 
{d to c through battery) 
= To al of 7.12 volts. 

(7) Applicatimt to more complex circuits. The above 
methods can be applied to more complex circuits. Thci 
precautions in regard to e.m.f. and voltage drop directi 
must be strictly observed. Numerical examples of r^^ 
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complex circuits will be taken up in the next chapter under 
"Electrical Circuits." 

2. Magnetic Laws 

{a) Ohtn's Law for the Magnetic Circuit. Under certain cir- 
cumstances, a relationship exists in the magnetic circuit, 
which is of a similar nature to that existing in the elec- 
trical circuit. The magnetic phenomena is entirely dif- 
ferent from the electrical one, but both are of that class in 
which the effect is proportional to the cause. This is the only 
reason for using Ohm's Law of the electrical circuit as an 
analogy. 

(i) Statement of Magnetic law, "The total flux within a 
coil, having an air core, will increase directly with in- 
crease of applied magnetomotive force and will decrease 
directly with increase of reluctance of the magnetic 
circuit.'' This law will also hold good if the core is of 
any other substance, with the exception of iron, nickel, 
cobalt, manganese, chromium, magnetite, certain alloys 
of copper, manganese and aluminum, and some of the 
oxides of the metals named. These substances are called 
ferro^magnetic, since the laws governing their magnetic 
action are like those for iron. These will be taken up 
under a separate heading. 

(2) Mechanical analogy. The analogy given for the elec- 
trical circuit, under Ohm's Law, applies equally well to 
the Ohm's Law of the magnetic circuit. 

(3) Magnetic law stated as an equation: 
Flux (in maxwells) 

"it Magnetomotive force (in ampere- turns) • / \ 

W ■ Reluctance (in rels) 



/ 
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Magnetomotive force = Flux X Reluctance . . Equation (13) 

^ , Magnetomotive force ^ . , ^ 

Reluctance = =j Equation (14) 

The above equations all have the same meaning and ex- 
press the idea set forth above in a form convenient for 
the solution of actual problems. 

(4) Numerical examples. To determine the flux which 
will be maintained in a magnetic circuit of 40 rels reluct- 
ance by a magnetomotive force (m.m.f .) of 2o,ocx> ampere- 
turns: 
From equation (12): ^ 

Flux = — '- — = SCO maxwells (or lines). 
40 

To determine the number of ampere-turns necessary 
to establish a flux of 2,000,000 lines of force (maxwells) 
through a reluctance of 0.004 rels: 

From equation (13): 

M.m.f. =^2,000,000 X 0.004 = 8000 ampere-tums. 

To find the reluctance of a magnetic circuit consist- 
ing of 4000 turns, wound on an air core, if a current of 
10 amperes will produce a flux of 2000 maxwells: 

From equation (14): 

Reluctance = 10 X 4000/2000 = 20 rels. 

(6) Laws of magnetic circuit with iron or other ferro-mag' 

netic substance: 

(i) Reluctance a variable quantity. The reluctance of 
steel and iron is not constant, but increases with increase 
of flux density. 
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(2) Low reluctance. The reluctance of iron is very much 
less than that of non-magnetic substances. 

(3) Effects of Hysteresis. If flux changes in iron or steel, 
there is a loss of energy due to magnetic friction within 
the substance. This is called "Hysteresis.'' Because of 
hysteresis, the same m.m.f. will not always produce the 
same flux in a piece of iron or steel. The flux will be lower 
if the excitation is increasing than if it is decreasing, 
since the material offers internal resistance to the change 
of magnetization. 

(4) Magnetization curves. These are also called "satura- 
tion curves. '' They are use<fl in the design of the magnetic 
circuits of electrical machinery. By means of these 
curves, it is possible to picture the laws governing the 
variation of flux in any ferro-magnetic material, as the 
exciting force is varied. The magnetic properties of these 
materials cannot be expressed by a simple equation such 
as given under the "Ohm's Law of the Magnetic Circuit" 
(for non-magnetic materials). Hence curves furnish a 
very convenient and simple means of showing these 
properties without the use of higher mathematics. The 
curves shown in Fig. 2 are obtained as the results of tests 
and these represent average values for the materials 
named. It should be noted that the values plotted in 
the horizontal direction (the abscissa) are for ampere- 
turns per inch length. This value is called Magnetic 
Intensity and is more convenient for purposes of calcula- 
tion than "ampere- turns." The same thing applies to 
the values plotted in a vertical direction (ordinates). 
Here, the lines of force per square inch, or the Flux 
Density is used, instead of simply total flux. It can 
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^^1 readily be seen, that values taken from these curves ican 
^^^ be applied to a magnetic circuit of any length and of'any 

^^M cToss-sectional area. 

^^M (5) Discussion oj curves. It can be seen from the curves 

^^M , of magnetization of the various materials, that cast iron 
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great a flux density as the forged steel. The way in 
which these properties vary for the different materials, 
is apparent by simply glancing at the curves. A point 
is reached, in every magnetic material, where further 
increase of magnetic intensity will not produce any 
further increase of flux density. At this point, the ma- 
terial is said to be saturated. It can be seen that cast 
iron becomes saturated at a lower flux density than the 
other materials. The reason for its wide use lies in its 
lower cost, its ease of casting and of machining. Cast 
iron could not be used where a high flux density was re- 
quired, as in a generator armature core, since it would 
reach its point of saturation too soon. 
(6) Numerical applications of magnetization curves. These 
will be given in the next lesson under "Magnetic Circuits." 

3. Electromagnetic Laws 

{a) Production of Magnetic Field by Electrical Current. The 
flow of electricity will always be accompanied by the pro- 
duction of a magnetic field. The direction of this field will 
always bear a fixed relation to the current direction. The 
strength of the field will be directly proportional to the cur- 
rent strength, 
(i) Field about a Straight Conductor. The relation be- 
tween current flow and direction of magnetic field can 
be remembered by the aid of several rules. If a current- 
carrying conductor is grasped in the right hand, with 
the thumb pointing in the direction of current flow, the 
fingers will point in the direction of the magnetic flux. 
Another aid to remembering this relation is the motion 
p of the corkscrew, which goes in as it is turned clockwise. 
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Similarly, if a current is flowing into a conductor, the 
lines of force are in a clockwise direction about it. The 
direction of the magnetic field aroimd a current-carry- 
ing conductor can easily be verified by means of a small 
compass. Knowing the relationship existing between 
direction of current flow and magnetic field, the compass 
furnishes a simple means of determim'ng direction of 
current flow. Thus, if a compass is placed under a current- 
carrying conductor, and the conductor is pointed in a 
north and south direction, and the needle deflects to the 
west, the flow of current is from south to north. (Re- 
member the word *'snow" — thus jouth to worth, de- 
flection west.) 

(2) Field about a Helix. If a current-carrying conductor 
is woimd into a number of circular loops or turns, it is 
called a helix. In this case, the lines of force around each 
turn will also embrace a number of other turns. By 
winding the turns very close together, a large number of. 
lines of force will encircle the entire helix, in which case 
a strong field will exist within it. If the ratio of length 
to diameter is great, the helix is called a "solenoid.'^ 
A helix or solenoid has magnetic properties and acts like, 
any other magnet. The direction of the current in the 
helix will determine which end will be the north and which 
will be the south pole. If the helix is grasped with the 
right hand, so that the fingers are in the direction of th^ 
ciurrent flow, the thumb will point towards the north pole. I 
(6) Laws of Magnetic Action between Current-carrying Con- 
di4ctors. These are also called Maxwell's Laws: I 

(i) Parallel currents in the same direction. It can readily 
be seen that in this case, the lines of force surrounding 
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two conductors will either both be clockwise, or both 
counter-clockwise. In either case, the magnetic field 
due to 5ne conductor will tend to weaken the field due 
to the other, in the space between them. Hence, the 
stronger fields on the outsides will tend to push the con- 
ductors together. 

(2) Parallel currents in opposite directions. In this case, 
the fields between the two conductors will be in the same 
direction, and will merge together, thus tending to push 
the conductors apart. 

(3) Currents at an angle. The magnetic fields around two 
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Fig. 3 . — " Motor " action. 

conductors at an angle will react upon each other in such 
- a way as to tend to bring the conductors parallel, and 
with the current flowing in the same direction. 
\c) MaxweWs Law of Motor Action. A conductor, carrying 
a current whose direction of flow is at right angles to a mag- , 
netic field, will tend to move out of this field. The cause 
of this is the interaction between the magnetic field and 
the field surrounding the current-carrying conductor. 
There is a fixed relationship between the direction of the 
magnetic force tending to move the conductor, and the 
directions of the magnetic field and the current in the con- 
ductor. This can be seen by reference to Fig. 3. A cross- 
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section of a conductor is represented, with current flowing 
inward, at right angles to the direction of the magnetic 
field. Since the current is flowing in, the lines of force due 
to this current are in a clockwise direction about the con- 
ductor. Hence, their direction is the same as the main field 
above the conductor, and hence they combine there to form 
a strong field. Below the conductor, the lines of force due 
to the current are in the opposite direction to those of the 
main field, and therefore the field is weakened. As a re- 
sult, the relatively stronger field above the conductor pushes 
down on it, thus tending to move it downwards, in a direc- 
tion at right angles to the direction of current flow and to 
the direction of the magnetic field. This law is the funda- 
mental principle of operation of direct-current motors, and also 
of certain electrical meters. An extension of the fundamental 
principle, states that ''every current-carrying conductor, 
or system or conductors, tends to change its shape or posi- 
tion, so that it will embrace the maximum number of lines 
of force in a positive direction.'' Thus, in the electric 
motor, the current-carrying coil tends to take such a posi- 
tion, that the magnetic field enclosed by it will be as great 
as possible, and all in the same direction. 
(d) Law of Generator Action, This is also known as the law 
of "Electromagnetic Induction," and as ''Faraday's Law." 
(i) Statement of law. If there is relative motion between 
an electrical conductor and a magnetic field, such that 
the conductor cuts flux, an e.m.f. will be induced in the 
conductor. 

(2) Magnittcde of induced e.mf. The amount of the 
induced e.m.f. will depend upon the strength of the 
magnetic field, upon the speed of cutting, upon the length 
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of the conductor cutting the field, and upon the direc- 
tion of motion between the conductor and the field. 
Thus, the stronger the magnetic field, the greater the 
induced e.m.f. The induced e.m.f. will also increase with 
increased speed of cutting and with increased conductor 
length. When the conductor cuts the flux at right angles, 
the induced e.m.f. is maximum. If the flux is cut in any 
other direction, the induced e.m.f. will be less. The 
induced e.m.f. decreases from maximum to zero, as the 
angle of cutting decreases from 90 degrees to zero degrees. 
If a conductor is of such length, and moves in such a 
direction, and at such a speed, as to cut 100,000,000 lines 
pf force in a second, one volt will be induced in it. 

(3) Value of induced e,m,f, expressed as an equation. The 
elements which determine the value of the induced 
e.m.f. may be expressed as an equation. Such an equa- 
tion is useful for purposes of calculation. Thus: 
Induced e.m.f. (in volts) 

_^ Flux Cut (in lines or maxwells) • / \ 

Time (in seconds) X 100,000,000 

The above equation refers to the average value of the 
e.m.f. induced in a single conductor. If a number of 
conductors are used, the same e.m.f. will be induced in 
each. If they are so connected that their e.m.f.'s add up, 
the total average e.m.f. can be found by multiplying 
equation (15) by the number of conductors.- 

(4) Numerical example. If a conductor moves across a 
flux of 2,000,000 lines in \ second, what is the average 
value of the induced e.m.f.? From equation (15): 

2,000,000 



J X T00,000,000 



= 0.04 volt. 
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To find the voltage between the terminals of a coil of 
looo turns, one side of which cuts 2,000,000 lines in 
I /loth second. From equation (15): 
Induced e.m.f. for one turn 

2,000,000 , 

= 0.2 volt. 



i/io X 100,000,000 



Hence, for 1000 turns, induced e.m.f. = 1000 X 0.2 = 200 
volts. 

(5) Direction of current flow. When an e.m.f. is induced 
in a conductor, and this conductor forms a closed circuit, 
a current will flow. In all cases of electromagnetic in- 
duction there is a fixed relation between the direction of 
the magnetic field, the direction in which the conductor 
cuts this field, and the direction of current flow. This . 
relation can best be remembered by means of the right- 
hand rule, which states that if the right hand is held 
open, with thumb extended, so that the palm of the hand 
is towards the north pole of the magnet (i.e., so that the 
lines of force enter the palm), and the thumb points in 
the direction of the conductor's motion, then the fingers 
will point in the direction of the current flow. 
(e) Lenz's Law. Whenever current flows in a conductor, 
due to electromagnetic induction, the action between the 
magnetic field which is being cut and the field around the 
conductor is always such as to tend to oppose further 
motion of the conductor. Fig. 4 explains the reason for 
this action. A portion of a closed magnetic circuit is shown 
— the north and south poles. An electrical conductor which 
forms a closed circuit, is moved downward between the * 
north and south poles, so as to cut flux. According to .th< 
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right-hand rule, stated above, the direction of the current 
flow will be towards the observer. Hence, according to the 
rule given under 3 (a) (i), the direction of the magnetic 
field around the conductor will be counter-clockwise. Hence, 
as can be seen from the directions of the arrows, the two 
fields will merge together and form a strong field in the 
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Fig. 4. — Action between main field flux and field due to induced current, 

accounting for Lenz's Law. 

path of the conductor, while in the rear of its path, the 
fields will oppose each other. This thickening of the field 
directly ahead of the conductor explains the magnetic 
opposition offered to further motion. Lenz's Law may 
also be stated in the following form: The field due to an 
induced current always acts to prevent a change of the 
original field. 
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Outline of Lesson 3 — ELECTRICAL AND MAGNETIC 

CIRCUITS 

1. ELECTRICAL CKCUITS: 

(a) Materials: 

(1) Conductors. 

(2) Non-conductors and Insulators. 

(b) Properties of Electrical Circuits: 

■ 

(1) Resistance. 

(2) Inductance. 

(3) Capacity. 

(c) Properties determining Resistance: (neglecting temperature 

change) : 

(1) Unit resistance of various materials. 

(2) Effect of variation of dimensions. 

(3) Meaning of '' circular mil," and *' mil-foot." 

(4) Variation of resistance expressed as an equation. 
(6) Numerical example. 

{d) Effects of Temperature on Resistance: 

(1) Meaning of " temperature coefficient " of resistance. 

(2) Effect of temperature expressed as an equation. 

(3) Numerical example. 

(e) Current-CanTing Capacity: 

(1) Current capacity limited by allowable Temperature Rise. 

(2) Factors determining Temperature Rise. 

(3) Factors determining Heat Generated. 

(4) Factors determining Heat Dissipated. 
(6) Safe Canning Capacities. 

(/) Circuit Connections: 

(1) Open circuit 

(2) Closed circuit. 

(3) Short-circuit. 

(4) Series circuit. 
(6) Parallel circuit. 

(6) Series-parallel circuit. 

(7) Network. 

34 
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(g) Circuit Calculations: 

(1) Open circuit. 

(2) Series circuit. 

(3) Parallel circuit. 

(4) Series-parallel circuit. 
(6) Network. 

2. MAGNETIC CKCUITS: 

(a) Materials: 

(1) Magnetic 

(2) Non-magnetic 

(b) Reluctance of Magnetic Materials: 

(1) Variation with flux density. 

(2) Variation with material. 

(3) Variation with dimensions. 

(4) Variations of reluctance expressed as an equation. 
(6) Numerical example. 

(c) Reluctance of Non-magnetic materials. 

(1) Variation with dimensions. 

(2) Variations of reluctance expressed as an equation. 

(3) Numerical example. 

(d) Effects of Changing Magnetism: 

(1) Hysteresis. 

(2) Eddy currents. 

(e) Circuit Connections: 

(1) Series. 

(2) ParaUel. 

(3) Series-parallel. 

(/) Circuit Calculations: 
Numerical Example. 



LESSON 3. — ELECTRICAL AND MAGNETIC 

CIRCUITS 

1. Electrical Circtiits 

(a) Materials: 

(i) Condiictars. Materials which olBFer a relatively easy 
path for the flow of electricity are called "conductors." 
In general, the metals are of this class, copper wire being 
usually used as a low-resistance conductor. 
(2) Non-condiictors and Insulators. There are no non- 
conductors of electricity, but certain materials are such 
poor conductors, that they may be classed as non-con- 
ductors. When such non-conductors are used to keep an 
electric current in a predetermined path (that is, in a 
conductor provided for that purpose), they are termed 
"insulators.'' Hence, the function of the insulator is to 
prevent appreciable current leakage. Where non-con- 
ductors are used primarily to withstand the application 
of high voltage, they are termed "dielectrics." The 
terms insulator and dielectric both apply to non-con- 
ductors. Hence, the classification of a non-conductor as 
an insulator, a dielectric, or both, depends upon the 
purpose for which it is used. Ebonite, paraffin, and 
flint glass are classed among the best insulators. Ebonite, 
rubber, and gutta percha are among the best dielectrics. 
Conductors are insulated with cotton or silk in the smaller 
sizes, cables being usually insulated with rubber-insulating 

compound. 

36 
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(b) Properties of Electrical Circuits: 

(i) Resistance. As explained in a previous lesson, every 
conductor oflfers a certain amount of resistance to the 
flow of current. The unit of resistance is the ohm, but 
high resistances, such as insulation resistances, are meas- 
ured in "megohms." A megohm is equivalent to a mil- 
lion ohms. For extremely low resistances, the "microhm " 
is used. This is equivalent to one one-millionth of an ohm. 
The way in which resistance affects the flow of current 
has been fully explained under "Ohm's Law." 
(2) Inductance. Every electric circuit possesses a certain 
amount of inductance. This property only manifests 
itself when the current in the circuit changes. Inductance 
is the property of an electrical circuit which determines 
the value of the induced e.m.f. in that circuit, when 
current is changed at a definite rate. The unit of in- 
ductance is the "henry, " but as most inductances measured 
are considerably smaller than the henry, the millihenry is 
usually employed. This is equal to one one-thousandth of a 
henry. A term which is sometimes used instead of induct- 
ance, and which means exactly the same thing is "coef- 
ficient of self-induction. " The best way to understand the 
property of inductance is to go back to fundamental 
laws. It has been stated under "Electromagnetic Laws, " 
that whenever there is relative motion between a con- 
ductor and a magnetic field, such that lines of force cut, 
or are cut by, the conductor, an e.m.f. will be induced. 
This is exactly what happens in any conductor when there 
is a change of current in it. To analyze this statement, 
take the case of a conductor in which current is increasing. 
Of course, if there is current flowing, there will be a -mag- 
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netic field around the conductor. Also, as the current 
increases, the strength of the magnetic field increases. 
It is convenient to consider the increased number of lines 
of force, as coming from the very center of the conductor. 
In this case, the lines of force must cut the conductor as 
they spread out and encircle it. Here then, is the relative 
motion between the conductor and the flux, and hence, 
according to Faraday's Law, an e.m.f. must be induced. 
The direction of this induced e.m.f., in accordance with 
Lenz's Law, will be such as to tend to prevent further 
increase of current. This can easily be verified by means 
of the right-hand rule. 

Now, consider the case of a current decreasing in a 
conductor. The magnetic field decreases also. In this 
case, think of the lines of force as shrinking into the very 
center of the conductor as the field becomes weaker. 
Here again, there is relative motion between the conductor 
and the flux and hence an e.m.f. must be induced. In 
this case, the direction of the induced e.m.f will be such 
as to tend to prevent further decrease. 

In other words, the direction of an e.m.f., induced 
through a changing current, will always be such as to 
oppose further change. This is simply another way of 
stating Lenz's Law. 

The above discussion explains why an e.m.f. ■ will be 
induced in a conductor when current in that conductor 
changes. The e.m.f. will be a counter-e.m.f . if the current 
is increasing but will be in the same direction as the 
current if the current is decreasing. The reason for this, 
is that in one case the lines of force are expanding, while 
in the other they are shrinking inwards, and hence the 
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relative motion between flux and conductor is in different 
directions in the two cases. 

The value of the induced e.m.f. will depend in part 
on the rate of change of the current (equivalent to the 
speed of cutting). However, although the current is 
changed at the same rate in two different circuits, say 
at the rate of one ampere per second, it may be found that 
the induced voltage in the two circuits is different. If 
one volt is induced in one of the circuits, and two in the 
other one, in the above case, the first circuit would have 
an inductance of one henry, while the second circuit would 
have an inductance of two henry s. This explains the defi- 
nition given above, that the inductance is a property of 
the circuit which determines the value of the induced 
e.m.f., when current is changed at a definite rate. Why 
then, did the one circuit have an inductance of two 
henrys, while the other one had only an inductance of 
one henry? What property of the circuit caused one volt 
to be induced in one case, and two volts in the other, 
when the current itself changed at the same rate in each 
circuit? By going back to fundamental principles again, 
the answer to this will be apparent. It has been shown 
that in any case, where an e.m.f. is induced, its value 
will be determined by various other things, aside from 
the rate of cutting. The strength of the magnetic field 
is one of the things determining the value of the induced 
e.m.f. The length of conductor cutting the field is another. 
Hence, any arrangement of a circuit in which current is 
changing, which will cause more lines of force to be cut 
(either by an increase of field strength or by an increased 
length of conductor in the field) will thus cause a higher 
induced voltage and hence a higher inductance. 
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This explains why a conductor wound into a helix wil 
have greater inductance than the same conductor un 
wound and straight. The field within the helix will h 
concentrated (as explained under "Electromagnetic Laws' 
par.— 3 (a) (2)). Also more turns of the helix will cutflux 
This is equivalent to an increased length of conductoi 
cutting the magnetic field. To illustrate this, take thi 
case of an increasing current. As the lines of force spreac 
out from the center of the conductor, they cut manj 
turns, instead of simply cutting the conductor once 
Hence a much larger e.m.f. will be induced. If the heli] 
has an iron core instead of an air core, the inductana 
will be still further increased. In this case, a mud 
better magnetic path is provided for the lines of force 
This increases the strength of the magnetic field, thu! 
again increasing the induced e.m.f. Therefore, it can bf 
seen, that although inductance is a property of the elec' 
trical circuit, it also depends to a certain extent, upon 
the magnetic properties of the substance or substances 
in the immediate vicinity of the electrical circuit. II 
this is of high reluctance, such as air, then the induc- 
tance will be much lower than if the substance is of a 
low reluctance such as iron. Since permeance (ease 0! 
magnetic flow) is the reciprocal of reluctance, it may b( 
easier to remember that the greater the permeance oi 
the associated magnetic circuit, the greater the inductana 
of the electrical circuit. This again, merely depends upoc 
the fundamental principle, that a higher e.m.f. will hi 
induced if a stronger magnetic field is cut. 

It is possible to calculate the e.m.f. which will be in 
need in ler^ven electrical circuit, when current change 
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in value, provided the rate of change^ of the current and 
the inductance of the circuit are known. The inductance 
of the circuit can be calculated if the induced voltage 
and the rate of change of current are known. The equa- 
tion connectuig these is as follows: 

Induced e.m.f . (in volts) = Inductance (in henrys) X Rate of 

Change of Current (in amps, 
per sec.) Equation (16) 

Numerical example, A circuit which possesses an in- 
ductance of ID millihenrys and carries a direct current of 
200 amperes is broken within one fifth of a second. To find 
the average voltage induced in the circuit during this 
interval of time: From equation (16) 

Av. Voltage = 10/1000 X —r = 10 volts. 

i/S 

The way in which inductance affects the flow of current 
in an electrical circuit may be summed up as follows: 
The greater the inductance of a circuit, the greater will 
be the opposition offered to a change of current. 
(3) Capacity, Every electrical circuit possesses a third 
property called "capacity." The more modern names 
for capacity are either " capacitance, '* or " permittance. '* 
This property does not manifest itself unless there is a 
change of voltage. Since voltage changes must always 
be accompanied by current changes, capacity effects are 
espedaUy noticeable where alternating or other changing 
currents are used. The greater the capacity of a circuit, 
the greater will be the opposition offered to a change in 
voltage. Capacitance depends for its action upon the 
fact that every electrical circuit possesses to some de- 
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gree, the ability to hold a certain quantity or charge of 
electricity, after the removal of the source of supply. 
However, unless the circuit is specially designed and 
suitably insulated, for this purpose, its ability to hold a 
charge of electricity will be extremely small. Electricity 
which is stored in a circuit in this manner is sometimes 
referred to as "static electricity." The kinetic energy 
of the current electricity is changed for a short period of 
time to the potential energy of static electricity. The 
ability of a conductor or a circuit to hold an electrical 
charge will depend upon its size, shape, arrangement, and 
nearness to other conductors. An arrangement of con- 
ductors, specially designed for the purpose of holding a 
charge, is referred to as a "condenser." A condenser 
usually consists of two metal plates, of large area, and 
as close together as possible, but separated by a dielec- 
tric. The dielectric must have the power to resist punc- 
ture due to the potential difference between the plates. 
Since the dielectric is classed as a non-conductor, such 
an electrical circuit is an "open" circuit, in d.c. worlt, 
and hence is of relatively small importance, in so far as 
the study of elementary electrical engineering is con- 
cerned. This statement also applies to the property of 
capacitance itself. However, in the more advanced 
alternating-current work, both capacitance and inductance 
are of extreme importance, and hence it is necessary to 
comprehend the actual meaning of these properties, 
before proceeding to more advanced work. As explained 
under "Electrical Units," the unit of capacity is the 
farad. Since this is too large for ordinary work, the term 
microfarad, which means millionth of a farad, is usually 
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used. If a coulomb of electricity (an ampere-second) 
raises the potential of a circuit one volt, that circuit I 
a capacity of one farad. The relation between coulombs, 
voltage and capacitance can be expressed as an equation: 
Quantity of electricity (in coulombs) 
= Capacitance (in farads) X E.m.f. (in volts) .. Equa- 
tion (17) 

Numerical example. To find the coulombs of electricity 
which a condenser cf o microfarads capacity will hold, 
when the pressure between its terminals is 300 volts. 
From equation (17): 

Quantity = to/i,ooo,ooo X 300 = 0.003 coulomb. 

It is pos.sib!e to draw a rather close analogy between 
certain mechanical properties and between the properties 
of the electrical circuit. To illustrate, assume the 1 
of several freight cars, disconnected from the locomotive, 
rolling along a level track, with gradually decreasing speed, 
and finally being brought to a standstill by a bumper 
at the end of the track or siding. In this case, the "fric- 
tion" between the wheels and the track causes the train 
of cars to slow down, consuming energy, which is converted 
into heat. The "inertia" of the moving cars tends to 
keep them in motion (just as it would tend to keep them 
at rest if they were at a standstill). The "elasticity" 
of the bumper allows it to be displaced by the pressure 
of the collision, and thereafter, to return to its original 
shape, thus exerting a back pressure against the train of 
cars, thus bringing them to a stop, with but a small loss 
of energy. 

To show the analogy between the above mechanical 
illustration, and an electrical one, assume an electrical 
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circuit of rather high resistance (say, a long, small-diam- 
eter wire), of high inductance (many turns wound around 
an iron core) and of high capacity (assume a condenser in 
the circuit) . Assume that a decreasing current is flowing 
in the circuit, and that the voltage varies from a maxi- 
mum value to zero in a certain short interval of time. 
(Note : This analogy could be drawn as easily for an in- 
creasing current.) The electrical resistance of the circuit 
is analogous to the mechanical friction, since energy is 
converted into heat. The inductance of the circuit is 
analogous to inertia, since it tends to oppose the change 
of current value; in this case, to prevent its decrease. 
There is no loss of energy due to inductance, but its effect 
is brought about through the energy of the magnetic 
field. The capacity of the circuit is analogous to elas- 
ticity. It causes the condenser to discharge as soon as 
the voltage starts to become smaller. This tends to op- 
pose the decreasing pressure (that is to oppose a change 
of voltage) with the result that the capacity e.m.f. re- 
tards the d3dng down of the current. An electrostatic 
stress or displacement takes place in the dielectric of the 
condenser when it is charged. This is analogous to the 
displacement of the bumper, in the mechanical illustra- 
tion, upon collision. When the condenser is discharged, 
the displacement in the dielectric is relieved and it re- 
turns to its original condition. Its return to this condi- 
tion may be considered as due to its electrical elasticity 
just as the return of the bumper to its original shape is 
due to its mechanical elasticity. In both the mechanical 
and the electrical cases, energy which was stored for a 
short period of time is again returned to the circuit. 
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There is no loss of energy due to capacity, since the 
energy -which is stored in the condenser (energy used to 
cause a displacement of the dielectric) is later practically 
all returned to the circuit when the condenser discharges. 
From the above discussion, it may be seen that the 
effects of inductance and capacity upon the current flow- 
ing in an electrical circuit are exactly opposite. While 
the inductance of a circuit will tend to prevent current 
from building up or dying down, capacity will have ex- 
actly the opposite effects. Hence, by properly combining 
capacity and inductance in electrical circuits, it is pos- 
sible to neutralize the effects of one by means of the 
other. A simple iUustration of this fact will be given. 
In certain types of electrical apparatus, it is necessary 
to make and break a circuit of high inductance, with 
great rapidity (vibrator of Ruhmkorff coil) . As the 
circuit is broken, the inductance tends to prevent the 
dying down of the current, by means of the high self- 
induced e.m.f. The result is, that the e.m.f. of self-in- 
duction acts in the same direction as the impressed 
e.m.f., at the instant that the vibrator breaks the circuit, 
and there is a rush of current which results in an ob- 
jectionable arc or spark. To prevent this, a condenser is 
connected between the terminals of the vibrator. Hence, 
when the vibrator closes the circuit, the condenser can 
have no charge, since its plates are connected together 
and at the same potential. As soon as the vibrator opens 
the circuit, the condenser immediately becomes charged, 
but since the voltage is decreasing, the condenser dis- 
charges during the short interval of time necessary for 
the e.m.f. to reach zero value. The discharging e.m.f. is 
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opposed to the direction of the decreasing e.m.f., and 
hence it tends to prevent dying down of the current 
The net result is that the action of the inductance is 
neutralized by that of the capacity, since the e.m.f. of 
self-induction is increasing in one direction (that of the 
current flow), while the capacitance or discharge e.m.f. 
is increasing in the opposite direction. Therefore, spark- 
ing due to the high inductance is eliminated. 

(c) Properties determining Resistance (neglecting temperature 

change) : 

(i) Unit resistance of various materials. The material oi 
a conductor has an important bearing upon its resistance. 
Thus a unit length and unit cross-section of aluminum ha£ 
about one and one half times the resistance of copper having 
the same dimensions. Platinum has about six times the 
resistance. This difference of resistance of imit length and 
unit cross-section of various conductors, is sometimes ex- 
pressed by saying that each conductor has a certain 
"specific resistance," or "resistivity." Both these terms 
mean the same thing as unit resistance (do not confuse 
with "unit of resistance") and refer to the resistance in 
ohms of unit length and unit cross-section of the material. 
Unit resistance may be measured in ohms per inch cube, 
but more commonly it is measured in ohms per mil-foot. 
(The meaning of mil-foot will be explained later.) 
(2) Effect of variation of dimensions. The longer a con- 
ductor, the greater its resistance, while the greater its 
cross-sectional area, the less its resistance. The lengtl 
of a conductor is usually expressed in feet, while the 
cross-sectional area is usually expressed in circular mils 
(equivalent to diameter in mils multiplied by itself). 
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(3) Meaning of ''circtUar mily^^ and ^^mil-foot.'^ A "cir- 
cular mil" is a common unit of area for circular cross- 
section electrical conductors. It is equal to the area of 
a circle, one mil (.001 inch) in diameter. Since the area 
of a circle is 6.7854 times the diameter squared, hence the 
area of a circle, of a cross-section of a circular mil, ex- 
pressed in square inches, = 0.7854 X o.ooi X o.ooi 
= 0.000,000,785,4 square inches. Hence, a circidar mil 
is a unit of area more than a million times smaller than a 
square inch (1,274,509 to be exact). Therefore, if the 
area is given in square inches and it is desired to change 
to circular mils, it will be necessary to divide by 1,274,509. 
However, this will seldom be necessary, since the diam- 
eter is usually obtained or given in inches. In this case, 
it is simply necessary to multiply the diameter by a 
thousand to change it to mils. Multiplying the number 
thus obtained by itself (squaring) will then give the 
desired area in circular mils. The term "ohms per mil- 
foot" really means ohms per circular mil-foot, since it 
refers to a conductor having a cross-s^tional area of one 
circular mil and having a length of one foot. 

(4) Variation of resistance expressed as an equation. The 
various things which determine the resistance of a con- 
ductor, may be expressed as an equation, thus: 

Resistance in ohms 

_ Length (in feet) X Resistivity (in ohms per inch cube) 

Cross-sectional Area (square inches) 

Equation (18) 

The above equation can also be expressed in the fol- 
lowing terms: 
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Resistance (in ohms) 

__ Length (in feet ) X Resistivity (in ohms per mil-fo ot) 
Diameter (in mils) X Diameter (in mils) 

Equation (19) 

(Note: As explained above, the diameter squared, in 
mils, is the same thing as the area in circular mils.) 
(5) Numerical example. To find the resistance of a 
copper wire, at room temperature, 1000 feet in length, 
one-tenth inch in diameter. The resistivity, as obtained 
from an electrical handbook = 10.5 ohms per mil-foot 
at 75 degrees Fahrenheit. 

From equation (19), Resistance in Ohms 

1000 

= 7-7 — 3 \ ^ r / — 3 \ ^ ^o-S = I -OS ohms. 

(i/io X 1000) X (i/io X 1000) 

The above problem refers to No. 10 copper wire (Brown & 
Sharpe or American Wire Gauge). It can conveniently 
be remembered that No. 10 copper wire has an approxi- 
mate diameter of o.i of an inch, and that 1000 feet of such 
wire have an approximate resistance of i ohm. It is pos- 
sible to calculate the approximate resistances of copper 
wire (Brown & Sharpe or American Wire Gauge) from 
the above. Thus, for wires larger than No. 10, the re- 
sistance is halved for every third number of larger wire. 
As an example. No. 7 has an approximate resistance of 
I ohm per 1000 feet; No. 4 has an approximate resist- 
ance of I ohm per thousand feet, etc. In like manner, 
for wires smaller than number 10, the resistance is doubled 
for every third number of smaller wire. Thus, the re- 
sistance of No. 13 is approximately 2 ohms per thousand 
feet; of No. 16 is approximately 4 ohms per 1000 feet, etc. 



ELECTRICAL AND MAGNETIC CIRCUITS 49 

The two numbers between every third may be calculated 
from the others, since the first smaller size between has 
about 1.25 greater resistance, while the second smaller 
size has about 1.6 greater resistance. Thus, the resist- 
ance of No. II wire is approximately i X 1.25 = 1.25 
ohms per thousand feet; that of No. 14 is approximately 
2 X 1.25 = 2.5 ohms per 1000 feet. The resistance of 
No. 12 wire is approximately i X 1.6 = 1.6 ohms per 1000 
feet; that of No. 15 is approximately 2 X 1.6 = 3.2 ohms 
per 1000 feet; etc. 
{d) Effects of Temperature on Resistance. The resistance of 
practically all electrical conductors increases with increase 
of temperature, 
(i) Meaning of ^^temperature coefficient^^ of resistance. 
The term "coefficient" refers to a number used as a mul- 
tiplier. The temperature coefficient is that multiplier, 
which will give the increase in resistance, per degree 
rise in temperature, for each ohm of the material. For all 
pure metals the temperature coefficient is approximately 
0.0023 (where temperature is measured in degrees Fahren- 
heit). The temperature coefficient is not constant for all 
initial temperatures, but decreases slightly with increase of 
initial temperature. This is because the multiplier or ^ 
coefficient does not have to be as large at higher initial 
temperatures to show the proportional increase of re- 
sistance for each ohm, since the resistance itself is higher 
at a higher temperature. However, the coefficient 0.0023 
is dose enough for ordinary work. 

(2) Effect of temperature expressed as an equation. ^11 the 
initial resistance in ohms is multiplied by the change in 
temperature and by the temperature coefficient, the 
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change in resistance will be obtained. If this is added to 
the initial resistance, the result will be the final resistance. 
This may be expressed as an equation thus: 
Final Resistance (in ohms) = Initial Resistance (in ohms) 
X Change in Temperature (in degrees Fahr.) X 0.0023 

plus Initial Resistance (in ohms) Equation (jo) 

(3) Numerical example. To determine the resistance of a 
circular mil-foot of annealed copper wire, at a final tem- 
perature of 58 degrees Fahrenheit, if its resistance at 
32 degrees Fahrenheit = 9.59 ohms. 
From equation (20): 

Final Resistance = 9.59 X (6S — 32) X 0.0023 + 9-59 
= 10.3S ohms. 

(e) Current-carrying Capacity: 
(i) Current capacity limited by allowable Temperature Rise. 
The allowable rise in temperature of the conductors of an 
electrical circuit is the final factor which determines tbe 
current-carrying capacity. If the conductors are insulated, 
the maximum allowable temperature of the insulation will 
impose the limitation, since the insulation will deteriorate 
and smoke, char, or even burn, if at too high a tempera- 
ture. Thus, rubber-insulated cables should not be worked 
above 158 degrees Fahrenheit; paper-insulated cables 
should not be worked above 194 degrees Fahrenheit, 
etc. If the conductors are bare, fusing temperature may 
determine the maximum safe temperature limit, or the 
allowable final temperature of other substances in the im- 
mediate vicinity may determine the maximum tem- 
perature. 
(2) Factors determining Temperature Rise. The tempaa- 
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ture rise will be determined by the difference between the 
heat generated and the heat dissipated or removed. 
Thus, a certain amount of electrical energy will be con- 
verted into heat. Some of this heat will be carried away. 
The remaining heat will serve to increase the temperature. 
Of course, a certain amount of heat energy will raise the 
temperature of some materials a great deal more than 
others. Hence the material of the conductor will also 
have some bearing on the temperature rise, aside from its 
resistance. 

(3) Factors determining Heat Generated. The heat generated 
in an electrical circuit will depend upon the value of the 
current flowing and upon the resistance of the con- 
ductors. If the current is doubled, the heat generated 
will be quadrupled. If the resistance is doubled, the heat 
generated will simply be doubled. Thus, an increase of 
current has a much greater effect on the amount of heat 
generated than a proportionate increase of resistance. 
It should be noted, that anything which will increase the 
resistance of a conductor, or of a circiut, will increase 
the amount of heat generated. Thus, since some materials 
have greater unit resistance than others, they will generate 
more heat in the same ratio, and hence will have a cor- 
respondingly lower current-carrying capacity. This ex- 
plains why platinum, which has about 6 times the re- 
sistance of copper, will generate 6 times the amount of 
heat. The longer a conductor, the greater its resistance, 
and hence the greater the heat generated. The smaller 
its cross -sect ion, the greater its resistance also. Since the 
cross-section changes with the square of the diameter 
(Area = .7854 X Diameter-), if the diameter is halved, the 
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resistance, and therefore the heat generated, will be in- 
creased four times. The type of circuit connection deter- 
mines total resistance and hence affects the amount of 
heat generated. Thus, a "parallel" connection provides 
more paths for the current than a "series" connection, 
and hence has less resistance. The various types of circuit 
connections will be discussed in paragraph {/). The 
amount of heat generated will also depend directly upon 
the duration of time during which the current is flowing. 
It has been shown, under "Laws of Electrical Heating," 
that the heat generated, due to the flow of an electric 
current, when measured in B.T.U.'s, is equal to the square 
of the current {in amps.), times the resistance of the 
circuit (in ohms), times the time during which the current 
flows (in seconds), divided by 1055. (See equation (11).) 
If no heat were dissipated or carried away, the tem- 
perature rise could easily be calculated from equation (ii), 
by dividing the total heat generated, in B.T.U.'s, by the 
product of the mass of the conductor, in pounds) times 
its specific heat. A numerical illustration of this is given 
under equation (11). However, the actual temperature 
rise will not be as great as this, since a certain amount of 
the heat will be dissipated. The temperature of the 
circuit will become constant when the rate of generation 
of heat is equal to the rate at which heat is conveyed 
away by conduction, convection, and radiation. 
(4) Factors determining Heat Dissipated. As stated above, 
heat may be dissipated, or conveyed away from the con- 
ductor by conduction, convection or radiation. "Conduc- 
tion" refers to the transfer of heat from one particle of 
a substance to another, or from one substance to another 
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one, which is in contact with it. The removal of heat 
by means of conduction within the conductor itself is 
exceedingly small. It can be neglected, in estimating 
the loss, in the case of long conductors. However, where 
the conductor is insulated, heat will be dissipated by 
conduction from the conductor to the insulation and 
thence through the insulation. The removal of the heat 
from the outside surface will depend upon radiation or 
convection. The amount of heat removed by conduction 
through the insulation will depend, in general, upon 
the material of the insulation and on its thickness. Thus, 
for ecample, rubber will conduct heat better than dry 
or saturated paper. If thicker insulation is used, less 
heat will be conducted away in a given time, but the use 
of a thick instead of a thin insulation will cause only a 
slight decrease in the amount of heat conducted away. 

"Convection" in this case, refers to a circulation of 
the heated air or other surrounding gas upwards from the 
conductor. Convection takes place naturally since the 
heated particles are lighter than the cold ones. (Not only 
gases, but also liquids expand when heated, thus be- 
coming lighter per unit of volume.) Hence there is a 
strong tendency for convection currents to flow con- 
tinuously, carrying the heated air away and being re- 
placed by colder air. Convection is assisted artifidaliy 
by proper ventilation or in special cases by blowers. 
The amount of heat removed by convection will depend 
upon whether the conductor is bare or insulated, upon 
whether it is indoors or out and especially upon the kind 
of ventilation alTorded the conductor and the circuit. 
Thus the ventilation will be better with a single conductor 
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than if there are several conductors in a cable; the venti- 
lation is better in a long straight circuit than in one con- 
sisting of a compact coil; better in a solid conductor 
than in a stranded one, etc. The heat removed by con- 
vection will also depend upon the nature of the surround- 
ing medium (whether air, hydrogen, oil, water, etc.,) and 
upon the ability of this medium to dissipate the heat. 
The larger the conductor, the greater the surface avail- 
able for convection. The heat removed will decrease, as 
the temperature of the surrounding medium approaches 
that of the conductor. 

"Radiation" here refers to a removal of heat from the 
circuit, which is independent of the nature of the medium 
surrounding the conductors, and which occurs regardless 
of conduction or convection. The heat is absorbed by 
colder bodies which are not in direct contact with the hot 
conductor, arid the transfer takes place without heating 
the intervening medium. Radiated heat travels in straight 
lines. The amount of heat radiated depends upon the 
difference in temperature between the conductor and the 
colder body absorbing the heat. It also depends upon 
the material of the surface radiating the heat and upon 
the amount of surface exposed and its nature (that is, 
whether rough or smooth). The amount of heat lost by 
radiation increases with extreme rapidity as the difference 
in temperature between the radiating conductor and the 
absorbing substance is increased. Thus, if the difference 
of temperature is doubled, the heat radiated is increased six- 
teen times. However, since the temperature differences are 
usually not very great, the heat removed by radiation is 
small as compared with that dissipated by convection. 
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Rough surfaces will radiate more heat than smooth ones. 
(5) Saje Carrying Capacities. It can be seen, from the 
above discussion, that the maximum current which a 
conductor can carry safely, is dependent upon a large 
number of widely varying factors. In general, a con- 
ductor of larger cross-section will have greater current- 
carrying capacity, but it should be noted that some factors 
are not affected to as great a degree as others, with in- 
creased cross-sectional area. The greater the area, the 
less the resistance, and hence the less the heat generated. 
The greater the circumference the greater the surface 
offered for heat transfer, and hence the greater the heat 
dissipated. Both the area and the circumference depend 
upon the diameter, but the area increases with the square 
of the diameter, while the circumference only increases 
directly. Thus, if the diameter is doubled, the area will be 
quadrupled, and only one fourth as much heat will be gen- 
erated. However, doubhng the diameter only doubles the 
circumference, and hence the amount of heat dissipated 
will not be quadrupled, but only doubled. This accounts 
for the fact that the current per square inch or per cir- 
cular mil of a conductor must be much less for a large 
conductor than for a small one, for the same rise in tem- 
perature under similar conditions. The safe carrying 
capacities of different conductors, under various condi- 
tions of insulation, for various sizes, for various uses, 
etc., have been tabulated and are contained in practically 
all electrical engineering handbooks. Since these values 
are obtained as a result of exhaustive experiment and re- 
search, their use is preferable to a calculation, especially 
in view of the numerous factors involved. 
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(/) Circuit Connections : 
(i) Open circuit. An open circuit is an electrical circuit 
which does not offer a complete path for the flow of 
electricity. There may be one or more breaks in the 
path. 

(2) Closed circuit. A closed circuit is an electrical circuit 
which allows current to flow and thus permits the trans- 
ference of electrical energy. In general, all electrical 
circuits contain a source of electrical energy, a path for 
the transmission of this energy, and a device for its 
utilization. In addition, electrical circuits usually con- 
tain means of controlling and measuring the electrical 
energy. 

(3) Short-circuit. A short-circuit usually refers to a ron- 
dition of an electrical circuit, whereby an external path 
of very low resistance is suddenly connected across the 
source of electrical energy. A short-circuit, therefore, is 
accompanied by a large increase in current. Since this 
is extremely undesirable, the effects of short-circuits are 
guarded against by protective devices, such as "circuit 
breakers," or "fuses," which operate automatically, in case 
of a short-circuit (or in case of any overload) and produce 
a break in the circuit. (That is, produce an open circuit.) 

(4) Series circuit. When two or more parts of an electrical 
circuit are so connected that the same current flows 
through them, they are said to be in series, and the cir- 
cuit is called a series circuit. Such a circuit may be 
likened to a steam circuit, in which steam which has been 
used in' a high-pressure engine is passed on to an engine 
workable at a lower pressure. In electrical terms, we 
would saythat the two engines are in series with each 
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other. The same steam which flows through one engme, 
flows through the other. In its passage through each, a 
certain amount of energy is taken away from the steam, 
and there is a certain pressure drop depending upon the 
work which has been done. This also applies to an elec- 
trical circuit which is in series. The same current flows 
through all the parts, but each part takes away a certain 
amount of energy and there is a voltage drop through each 
one, depending upon the resistance which must be over- 
come and upon the value of the current flowing. The 
fact that the same current flows through all parts of an 
electrical circuit which are in series, is in accordance with 
'"Kirchhoff's First Law." As e.tplained under "Electrical 
Laws," this states that the current flowing away from a 
point must equal the current flowing towards that point. 
Since, at all points of a series circuit, there is only the one 
path for the current, the current throughout the circuit 
must be the same. The voltage drop through the various 
parts of the circuit is dependent upon Ohm's Law. (See 
equation (2). The total resistance of various parts of 
a series circuit is equal to the sum of the separate resist- 
ances. Thus if the resistance of one of the leads to an 
electrical device is 5 ohms, the resistance of the device 
itself is 200 ohms, and the resistance of the other lead is 
7 ohms, the total resistance of this series circuit is equal 
to 212 ohms. Hence, if it is desired to calculate the 
voltage necessary to send a certain current through a 
series circuit, by means of Ohm's Law, it will be necessary 
to add up the separate resistances and multiply their 
sum by the value of the current required. If sources of 
electrical energy are connected in series, so that the 
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positive terminal of one connects to the negative terminal 
of the other (so that they are aiding each other), then the 
total voltage will equal the sum of the separate voltages. 
If they are connected in series, so that the positive ter- 
minal is connected to positive terminal (opposing each 
other), then the total voltage will be the difference be- 
tween the opposing voltages. This will be taken up in 
detail under "Primary Cells." 

(5) Parallel circuit. When two or more parts of an elec- 
trical circuit are so 




Fig. s- — A parallel circuit. 



connected that the 
current divides be- 
tween them, they are 
said to be in parallel 
and the circuit is 
called a parallel one. 
Other names which 
mean practically the 
S£tni.e thing are "multiple circuit," "divided circuit," and 
"shunt circuit." In a parallel circuit several branches 
will be connected together at the same points. (See Fig. 5.) 
Where a number of parts of a circuit are in parallel, the 
same voltage is impressed on each part. The current flow- 
ing in each branch will depend upon the impressed voltage 
and upon the resistance of each branch. Thus, if two 
parts of a circuit are in parallel, and branch a has twice 
the resistance of branch 6, then twice as much current 
will flow through b as through a. The total current in 
a parallel circuit is equal to the sum of the currents in 
each branch. 
As explained under "Elementary Electrical Terms," 
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the name "Conductance," means the reverse of resistance 
and is numerically equal to one divided by resistance. It 
is more convenient to calculate conductances than re- 
sistances when dealing with parallel circuits. However, 
if the resistance is desired, simply divide the number i 
by the conductance or vice-versa. The total conductance 
of a parallel circuit is equal to the sum of the separate 
conductances of each branch. Thus, if there are three 
branches in parallel, and one has a conductance of r, 
the other of 3, and the third of 5, the total conductance 
is 10, and hence the total resistance is one-tenth ohm. 
It should be noted, in the above case, that the resistances 
of the branches are ^ ohm, J ohm, and ^ ohm respectively. 
It follows, that the total resistance of any parallel circuit 
is less than the resistance of any one of its branches. 
The effects of connecting sources of electrical energy in 
parallel will be taken up under "Primary Cells," and 
"Electrical Generators." 

(6) Series-parallel circuit. Such circuits are combinations 
of series and of parallel circuits. The term "series- 
parallel" usually refers to a series circuit having certain 
minor branches in parallel. The term "parallel-series 
usually refers to a parallel circuit having certain minor 
parts in series. Since Ohm's Law can be applied to a 
part of a circuit, as well as to the entire circuit, combina- 
tion circuits such as these should be worked out for their 
various parts separately in determining resistances, etc. 
Thus, in a series-parallel circuit, in calculating the total 
resistance, the resistances of the various parts in series 
should be added up first, then the conductances of parts 
in parallel should be added up, the total conductance 
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converted to total resistance, and this should be added 
to the resistance already obtained. This sum will give the 
total resistance of the circuit. The same method appli^ 
to parallel-series circuits. 

(7) Networks. A "network" is the term usually ap- 
plied to a complicated combination of conductors making 
up a complete electrical circuit. (Fig, 6.) Since such a 
circuit is merely a more complicated arrangement of re- 
sistances in series and parallel, the total resistance can 
be calculated in the same way as under (6). However, 
where there are several sources of electrical energy b 
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Fig. 6. — Circuit designated a: 

the circuit and it is desired to determine the current 
flowing in the various branches, it is usually necessary 
to apply KirchhoEF's Laws. 

As an illustration of the ease with which the resistance 
of networks may be calculated, assume that the resist- I 
ances of the various branches are as marked iti Fig. 6. 
Assume that the current flows into the divided circuit 
at A and out at B. To find the total resistance between 
the points A and B: 

Since the resistances AD = 20 ohms and DC = 10 ohms 
are in series, these must be added, giving a total resistaoCQ 
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along A DC of 30 ohms. This path is in parallel with AC, 
The conductance oiADC = 1/30 and of i4C = i/io, hence 
total conductance between A and C = 0.133. Hence total 
resistance between A and C = i /.133 = 7.51. Since this is 
in series with C-B = 10 the two must be added. This gives 
a total resistance from A to B along the two upper paths 
of 17.51 ohms. But there is another path from A to 5, 
having a resistance of 20 ohms, and these two resistances 
are in parallel. The conductance of the lower path = 1/20; 
that of the other = 1/17.51. Hence the total conduct- 
ance from i4 to -B equals the sum of these two conduct- 



5 Ohms 

I 
-it w^AAA^ 

Oenerafor 10 Ohms 

Fig. 7. — An open circuit. 



ances, 0.107 and the total resistance from -4 to 5 = i /.107 
= 9.34 ohms, 
(g) Circuit Calculations: 

(i) Open circuit. To determine the voltage at the ter- 
minals of the single-throw double-pole switch, points 
A-By in the open circuit (Fig. 7), when 100 volts are 
applied at the terminals of the generator : 

Since there can be no voltage drop, when no current is 
flowing, and since current cannot flow in an open cir- 
cuit, the voltage at A-B will be the same as that at the 
generator terminals and will equal 100 volts. The voltage 
as determined by a voltmeter reading, would be the same 
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at A-B as at the generator terminals, since the very 
high resistance of the voltmeter would result in an ex- 
tremely small current flow and thus the voltage drop in 
this small resistance would be negligible. 
(2) Series circuit. To calculate the total resistance of the 
external circuit (that is, circuit outside of generator); 
to determine the current which will flow, with an applied 

e.m.f. of 120 volts; and to 
^^M^ find voltage drop across 



j 10 Ohms I each resistance: (Fig. 8). 

y^6enercffor E^T I^ ^^^ following prob- 
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i; ^^ lems, assume that the 

resistance of the leads con- 



FiG. 8. — A series circuit. 



50 Ohms necting resistances to 

"VvVVVv generator and between re- 

sistances, equal to zero. 
This can be done, since 
the resistances of the leads are negligible in comparison 
with resistances of other parts of the circuit. 

Since it is simply necessary to add the various re- 
sistances, to find the total resistance of a series circuit, 
this will equal 10 plus 20 plus 30 = 60 ohms. 
From equation (i). Current flowing = 120/60= i amps. 
From equation (2) : 

Voltage drop across AB = 10 X 2 = 20 volts. 
Voltage drop across CD = 20 X 2 = 40 volts. 
Voltage drop across EF = 30 X 2 = 60 volts. 

(3) Parallel circuit. To determine the total resistance of 
the circuit external to the generator; to determine the 
total current which will flow with an applied e.m.f. of 
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:3o volts; and to determine the current which will flow 
in each branch: (Fig. 9). 

First change all the resistances to conductances by divid- 
ing each into one. Tiiis gives the conductance of AB = 
/lo; of CD = 1/20; of EF = 1/30. The sum of these- 
inductances gives the total conductance; thus r/ioplus 




Fig. 9. — Diagram illustrating a parallel 

1/20 plus 1/30 = 11/60. Dividing this into one gives the 

ital resistance = 60/11 = 5^^ ohms. 

From equation (i): 

Current = 120/5.45 = 22 amps. 

From equation (i), but now applied to a part of the 

rcuit: 

Current in AB = 120/10 = 12 amps. 
Current in CD = 120/20 = 6 amps. 
Current in £F = 1 20/30 = 4 amps. 

Thus, it can be seen from the above two problems, 
lat the same resistances give a very much smaller total 
fflistance when connected in parallel than when in series. 
?hen in parallel, each added branch offers another path 
for the current flow, thus reducing the total resistance and 
allowing more current to flow. Adding more resistances 
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in parallel is equivalent to increasing the cross-sectional 
area of the conductor. Hence, the total resistance of 
a parallel circuit must be less than the resistance of any 
one of the branches. 

(4) Series-parallel circuit. To find the total resistance of 
the circuit; to find voltage drop across each resistance; 
to determine the current (total) which will flow with an 
applied e.m.f. of 120 volts; and to find the current in the 
parallel branches AB and CD: (Fig. 10). 
First find the conductances oi AB and CD by dividing 
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/O Ohms ^ 
Fig. 10. — A series-parallel circuit. 

each into one. Adding these will give the total con- 
ductance of the parallel circuit — thus: i/io plus 1/20 = 
3/20. Hence total resistance of this circuit = 20/3 = 6.66 
ohms. Adding this to the resistance of EF = 30 ohms, 
since this is in series and a total of 36.66 ohms for the 
entire external circuit is obtained. 
From equation (i): • 

Current (total) = 120/36.66 = 3.27 + amps. 
From equation (2) : 

Voltage drop across EF = 3.27 X 30 = 98.2 volts. 
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Since the total voltage drop in the circuit must equal 
the impressed voltage, the drop across AB and CD must 
equal the diflference between 120 and 98.2 = 21.8 volts. 
Hence, from equation (i), as applied to AB: 

Current in AB = 21.8 /lo = 2.18 amps. 

And applied to CD: 

Current in CD = 21.8/20 = 1.09 amps. 

The current in the branches AB and CD could have 
been determined by inspection, in this particular case, 
since the resistance of CD is twice A B, This means that 
only one-half the current will flow in CD as in i4 JB. Hence, 
dividing the total current 3.27 into three parts, two- 
thirds will flow through AB and one-third through CD. 
The same answer as above will be obtained. 
(5) Network, In the application of Kirchhoff's Laws to 
solving these networks and especially where more than 
one source of e.m.f. is involved, it is essential that the 
following simple conventions be used, in order to pre- 
vent confusion: 

First: Assume a current direction for each branch of the 
circuit, and indicate this by means of arrow-heads. At 
any junction, currents toward it will be positive, those 
away will be negative. From Kirchhoff's First Law the 
sum of these positive currents must equal the sum of the 
negative ones, or adding equal positive and equal negative 
values will give zero. If a negative value of a current is 
obtained, in the solution of a problem, this merely indi- 
cates that wrong direction has been assumed for the cur- 
rent flow in that branch, and that the actual direction is 
opposite to that shown by the arrow-head. 
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Second: It is necessary to show by plus (+) and 
minus ( — ) signs the given or assumed direction in 
which each source of e.m.f. acts. There is a rise in voltage 
when passing through a source of e.m.f. from minus to 
plus and hence this should be taken as positive and added. 
Since there is a fall in voltage in passing through an e.m.f. 
from plus to minus, this should be taken as negative 
and subtracted. In working out an equation for any 
mesh or closed circuit, it is necessary to continue in the 
same direction, until completely around the circuit. 
Thus, if the e.m.f. 's and voltage drops are added up, 
and a start is made around the circuit in a clockwise 
direction, this direction must be continued completely 
around the circuit. Hence, if the current direction through 
a resistance is the same as that taken in working out the 
equation, this represents a fall of voltage and hence 
should be considered as negative and therefore sub- 
tracted. In hke manner, if the current direction through 
- a resistance is opposite 
I g to that taken in working 
out the equation, this is 
equivalent to a voltage 
rise in that direction and 
should be taken as posi- 
tive and added. The 
sum of the negative volt- 
ages and voltage drops, 
when subtracted from the sum of the positive voltages and 
■voltage drops, in any closed circuit or mesh, must equal 
zero. This is simply another way of stating Kirchhoff's 
Second Law. 




Kirchhoff's Law 



problem. 
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^To determine the current value and direction in branches 

Is and CZJ; (Fig. ii). 

First assume current directions, and mark by arrow- 
heads as shown in Fig. 12. To write out an equation for 
the mesh or closed circuit to the left (direction of e.m.f.'s 
and amount of resistance given) : Start at the negative 
side of the 3Q-volt bat- 
tery and go around the £> 
circuit in a clockwise 
direction. In going 
from minus to plus 
through the battery 
there is a rise of volt- ^k. ts.- 
age and hence 30 is showing by 

. . , . , , , direction, 

positive and is added. 

Since the assumed current direction through the resistance 
in the branch AB is the same as that being used in work- 
ing the equation (i.e. clockwise), there is a voltage drop 
in passing through the resistance, equal to the resistance 
(5 ohms) times the current in the branch AB. This, 
then, is negative and must be subtracted. In passing 
through the 20-volt battery from plus to minus, there is a 
fall of voltage and this also is negative and must be sub- 
tracted. Hence the following equation may be written, 
since all the negative e.m.f.'s and voltage drops when sub- 
tracted from all the positive ones will equal zero; 

30 — 5 X Current in -4B — 20 = o. 
Since the current in AB is the only unknown quantity 
in the above equation, it is easily seen that 
5 X Current in AB ^ 10 

Current in AB = 2 amps. 
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Next, to find the ctlrrent in CD^ work out an equation 
for the closed circuit through the 30-volt battery and 
branch CD: Start again at the negative side of the 
30-volt battery and go around this circuit in a clock- 
wise direction. As before, in passing from minus to 
plus, there is a rise of voltage and hence the 30 is positive. 
Since the current direction (as assumed) is the sanae as 
that taken in working out the equation, the voltage drop 
through the resistance in the branch CD is negative and 
must be subtracted. In passing through the lo-volt 
battery from plus to minus there is a voltage drop and 
this also is negative and must be subtracted. Writing 
the equation as above: 

30 — 10 X Current in CD — 10 = o. 

Hence: Current in CD = 2 amps. 
Since the current value in each answer comes out as a 
positive number, this shows that the correct direction of 
current flow in the branches AB and CD was assumed. 
Suppose that the current direction in -45 had been 
assumed counter-clockwise. The same answer, 2 
amps., would have been obtained as the current value 
in AB, but the answer would have come out as a 
negative value (minus instead of plus). As explained 
above, this would immediately show that wrong current 
direction had been assumed in that branch. It should 
be noted that although the resistance of branch -4jB is 
one-half that of CD, still the e.m.f. in AB is twice that 
in CD, Since in this case, the e.m.f. 's act like resistances, 
it is reasonable to assume that the same current will flow 
in each branch and this is actually found to be the case. 
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The total current in the circuit can easily be found, by 
applying Kirchhoff 's First Law. The current approaching 
point A must equal the sum of the ciu'rent leaving this 
point. The currents leaving are known — 2 amps flow- 
ing through AB and 2 amps, through CD. Hence the 
current approaching the point i4 = 4 amps. In other 
words, the 30-volt battery is sufficiently strong to send 
a 4-ampere current through the circuit, in spite of the 
opposition offered by the weaker 20-volt and 10- volt 
batteries, and the 4 amperes divide equally, 2 flowing 
through AB and 2 through CD, The above equations 
can be proven by working out an equation for the closed 
circuit to the right (mesh through branches AB and CD) 
and using the value of current as found either for AB or 
CD, thus solving for the current in the other branch. 
If care is always taken to follow the conventions, as 
used above, there will be no confusion as to whether a 
value should be positive or negative. Hence the main 
difficulty in solving problems by the application of Kirch- 
hoff's Laws will be removed. 

2. Magnetic Circuits 
{a) Materials: 

(i) Magnetic. This refers to materials of comparatively 
low reluctance (i.e. materials which offer a good path 
for the lines of force). Such materials are often called 
ferro-magnetic. They include iron, steel, nickel, cobalt, 
manganese, chromium, magnetite, certain alloys of copper, 
manganese and aluminum (called Heusler Alloys), and 
certain other oxides. The laws governing these sub- 
stances can best be set forth by means of magnetization 
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curves. This was ^explained under "Magnetic Laws." 
In certain types of electrical apparatus, it is possible to 
have a magnetic circuit, made entirely of magnetic 
materials. However, this is impossible in the generator, 
the motor, and other important apparatus. In the 
generator and the motor, the air-gap (necessary for 
mechanical clearance) forms a part of the magnetic cir- 
cuit, although air is considered as a non-magnetic ma- 
terial. For this reason, non-magnetic materials are of 
importance in studying the magnetic circuit. 
(2) Non-magnetic. For commercial purposes, air is the 
most important non-magnetic substance. However, 
practicaUy all substances, with the exception of the ieuo- 
magnetic ones, follow the same magr.etic laws as air. 
Ohm's Law of the magnetic circuit applies only to non- 
magnetic materials. It should be remembered that 
while the reluctance of a non-magnetic substance is 
constant, the reluctance of magnetic substances varies, 
as the amount of flux in the substance changes. Al- 
though air, and all other substances, with the exception 
of the ferro-magnetic ones, are classed as non-magnetic 
substances, and are poor conductors of magnetic fluJj 
when compared to iron, etc., nevertheless, they are by 
no means magnetic insulators. There are no substances | 
which will prevent the passage of magnetic flux (in other 
words, there are no magnetic insulators or no substances 
which are absolutely non-magnetic). This fact intro- 
duces a certain amount of difficulty in practical magnetic 
circuit calculations, since it is impossible to confine all 
the flux into a predetermined magnetic path. Since there 
is no magnetic insulator, there will always be a certain 
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amount of flux which will serve no useful purpose. Tliis 
is usually referred to as "Leakage Flux." However, 
the leakage flux can be reduced to a minimum by proper 
design of the magnetic circuit. Leakage will be reduced, 
if the exciting ampere-turns are distributed over the 
magnetic circuit so that there will be more excitation 
where the reluctance is higher and less where the re- 
luctance is lower. However, in most commercial magnetic 
circuits, this is not practicable and other means of re- 
ducing the leakage must be resorted to. In a generator, 
it is customary to so design the magnetic circuit, that 
the path through the armature has the lowest reluctance. 
This results in a reduction of the leakage, since the ex- 
citing ampere-turns are concentrated at the poles and 
these are at a considerable magnetic distance from the 
armature. In general, in commercial magnetic circuits, 
the non-magnetic material is in series with the magnetic 
material. An important exception to this statement occurs 
in the case of leakage flux. In this case, the non-magnetic 
substance, air, is in parallel with the magnetic material. 
(b) Reluctance of Magnetic Materials: 

(i) Variation with Jlux density. It has been shown 
under "Magnetic Laws," that the reluctance of magnetic 
materials decreases as the flux density increases until a 
certain flux density has been reached (up to the point of 
"saturation"). At the point of saturation, the reluctance 
of any given material is the lowest. Thereafter, any 
increase of flux density will result in increased reluctance. 
(2) Variation with material. Although all magnetic 
materials vary in the same way, with variation of flux 
density (as explained in paragraph (i)), it should be 



noted that even if the flux densities are the same, various 
substances have widely varying reluctances. This is 
expressed as the "unit reluctance" of a material, and is 
usually referred to as "reluctivity." Hence, the reluc- 
tivity of a magnetic substance, is the reluctance of a unit 
length and a unit cross-section of that substance, foe 

ANY GIVEN VALUE OF FIELD STRENGTH OR FLUX DENSITY, 

From the curves of Fig. j it can be seen that with tie 
same number of ampere-turns per inch of length, there 
will be a very much stronger field per square inch cross- 
sectionali^rea of steel than of cast iron. In other words, 
for any value' of flux density, the reluctivity of cast iroc 
is much greater than that of steel. Reluctivity in the 
magnetic circuit is analogous to resistivity in the elec- 
trical circuit. It is possible to obtain the value of re- 
luctivity of a substance for any given flux density from 
the curves (Fig. 2) by dividing the ampere-turns per 
inch of length by the flux density, in lines of force pet 
square inch which this excitation will produce. Or 
stated in another way, the number of lines of force pro- 
duced in a unit cross-section of a magnetic material will 
equal the ampere-turns per unit length divided by the 
reluctivity. As explained above, the fact that the re- 
luctivity varies with the flux density, instead of remaining 
constant as in non-magnetic materials, prevents the use 
of a simple law, such as Ohm's Law of the Magnetic 
Circuit. Hence the curves must be referred to. Since 
"permeability" is the reciprocal of reluctivity, the 
permeability of any substance may be found from the 
magnetization curves by dividing the flux density in 
lines of force per square inch by the ampere-turns per 
inch of length. 
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(3) Variation with dimensions. The reluctance of any 
magnetic path increases as the length of the path is in- 
creased. It decreases as the cross-sectional area is in- 
creased. This is analogous to the variation of resistance 
in electrical circuits, with changes of dimensions. 

(4) Variations of reluctance expressed as an equation. The 
various things which determine the reluctance of a mag- 
netic path may be expressed as an equation, thus : 
Reluctance (in rels) 

= Length of the Magnetic Path (in inches) 

X Reluctivity of the Material (as determined from 
curve in rels per inch cube) divided by Area of 
Magnetic Path (in square inches) ... Equation (21) 

(5) Numerical example. To determine the reluctance of 
a certain piece of iron, 20 inches long, and of 4 square 
inches cross-sectional area, if its reluctivity (as determined 
from a magnetization curve, for the flux density at which 
it is to be used) = o.ooi. 

From equation (21): 

Reluctance = '- — = 0.001; rel. 

c) Reltcctance of Non-mugnetic Materials. Since the re- 
actance of non-magnetic substances neither varies with 
ux density, nor with the kind of non-magnetic material, 
: is possible to represent the reluctance of a unit length 
nd unit cross-section of such a substance by a constant 
umber. This number will simply be the ratio of the 
mpere-turns per inch of length to the flux density in lines 
f force per square inch. This follows directly from equa- 
on (14) and is another way of stating Ohm's Law of the 
[agnetic Circuit. The reluctivity will be the same no 
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matter what the flux density. For the units given above, 
it will equal 0.313. However, it is sometimes custom- 
ary to express the reluctivity of iron in terms of that 
of air. When this is done, the air is said to have a 
"relative" reluctivity of i. The value 0.313 refers to 
the absolute reluctivity, 
(i) Variation with dimeiisions. The reluctance of a path 
of a non-magnetic material increases with increased 
length and decreases with decreased cross-sectional area, 
in the same man^r as for magnetic materials- However, 
it is sometimey^ather difficult to accurately determine 
just what is the cross-sectional area of the non-magnetic 
material perpendicular to the lines of force. Thus, for 
example, the pole of a generator may have a cross-sec- 
tional area of 60 square inches. This can be accurately 
measured. However, the lines of force will spread out in 
the air-gap under the pole, and hence the cross-sectional 
area of the air path is greater than 60 square inches. In 
calculating the reluctance in such a case, it is usual to 
assume that the paths of the fringing flux at the edges 
of the poles are straight lines which extend longitudinally 
to the edge of the armature surface and laterally for a 
distance equal to the air-gap on each side. The average 
width is then determined and multipHed by the average 
axial length, in order to find the approsimate cross- 
sectional area. Of course, in the actual design of such B 
non-magnetic path, a number of other assumptions must 
be made, and moreover it is necessary to use available 
data from tests on similar machines, together with judg- 
ment obtained from practical experience along these 
lines. It thus follows, that absolutely accurate results 
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are impossible from calculations of this kind, but never- 
theless close approximations may be made by experienced 
designers. 

(2) Variations of reluctance expressed as an eqtuition. The 
equation given for magnetic materials (equation (5i)) 
also holds for air and other non-magnetic materials. 
Since, in this case, the reluctivity can be expressed by a 
constant number 0.313, that equation may be simplified, 
for non-magnetic materials, as follows: 

Reluctance (in rels) 

= Length of the Magnetic Path (in inches) 

X 0.313 divided by Approximated Cross-sectional 
Area of Magnetic Path (in square inches) Equa- 
tion (22) 

(3) Numerical example. To calculate the approximate 
reluctance of the air-gap shown in Fig. 13: 

The average length of 
the magnetic path is i 
inch. The cross-sectional 
area of the face of the pole 
is 10'' X 9*^ = 90 square 
inches. However, the area 
of the air-gap is great- 
er than 90 square inches 
and must be found by the 
method outlined above. ,^ .. . . .n . .. 

Fig 13. — Magnetic circuit illustrating 
The fringe flux extends a method of calculating the reluctance of 

longitudinally to the edge ^^ air-gap. 

of the armature surface, which is 12 inches in length. 

Hence the average axial length of the air-gap = | (10 + 
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12) = II. In like maimer it is assumed that the fringe 
flux extends laterally for a distance equal to the air-gap 
on each side. Hence the average width of the air-gap 
= ^ (9 + 11) = 10 inches. Therefore, the average area 
equals average width times average length = lo*' X 11' 
= 110 square inches. 
Hence from equation (22): 

Reluctance = ■ = 0.00284 rd. 

no 

(d) Effects of Changing Magnetism: 
(i) Hysteresis. Although there is no appreciable opposi- 
tion offered to a change in the direction of magnetism, 
in a non-magnetic substance, there is a distinct energy 
loss whenever there is such a change in a magnetic sub- 
stance. Such a loss is referred to as a "Hysteresis Loss," 
and may be measured in watts. The energy which dis- 
appears as hysteresis loss reappears as heat, and serves 
to raise the temperature of the magnetic circuit. Hystere- 
sis may be considered as occurring because of the opposi- 
tion which the minute particles of the magnetic material 
offer to being magnetized or to having their magnetiza- 
tion changed. Hysteresis is sometimes called "molec- 
ular friction." It should be thoroughly understood, that 
no energy is necessary to maintain a magnetic field. Of 
course there will be a heating loss in the exciting winding 
due to the flow of current through a resistance. How- 
ever, as soon as the flux varies, either in amount or in 
direction, there is an interchange of energy between, the 
electrical and the magnetic circuits. This interctalige 
occurs through the inducing of e.m.f.'s in the magnetiz- 
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ing windings. All the energy which is supplied to the 
magnetic circuit by the electrical circuit is later returned, 
with the exception of that lost as a result of hysteresis. 
This explains why hysteresis is likened to friction. Both 
are conversions of energy to heat and the energy 
thus converted cannot be reconverted to its original 
form. 

Hysteresis loss is determined by the rate at which the 
magnetism is changed, by the flux density of the magnetic 
material and by the particular material used. The 
hysteresis loss in cast iron is approximately four times 
as great as that in wrought iron. In general, the harder 
a magnetic material, the harder it is to reverse its mag- 
netism and hence the greater the hysteresis loss. This 
explains why annealing or softening iron will reduce the 
hysteresis loss. 

(2) Eddy currents. It so happens that the materials 
which are classed as magnetic materials are also good 
or fair electrical conductors. Hence, whenever there is 
a change in magnetism in these materials, either in 
amount or in direction, e.m.f.'s are induced, according 
to Faraday's Law of Magnetic Induction, in the magnetic 
material itself. These give rise to short-circuited cur- 
rents which are called Eddy Currents or Foucalt currents. 
In most cases they serve no useful purpose, the electrical 
energy being converted into heat energy, and the inter- 
linked magnetic fields acting as a drag, if the material 
is rotating or moving in a magnetic field. In the lesson 
on^" Generators,'' it will be shown how the hysteresis 
and eddy-current losses, which are classed as "Iron 
Losses" exert an additional drag on the armature of the 
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generator which must be supplied mechanically by the 
prime mover. This same drag, due to iron or core losses, 
exists in the motor, between the armature and the field. 
In the case of the motor, there is less turning effort avail- 
able at the shaft, on account of these losses. Eddy cur- 
rents are sometimes made to serve a useful purpose, that 
is, to act as a brake, in certain types of electrical measur- 
ing instruments. In these instruments, it is usual to have 
an aluminum disk, which passes between the jaws of per- 
mauent magnets, on the same shaft as the meter arma- 
ture. Eddy currents are induced in the disk and the 
magnetic field interlinked with these currents exerts a drag 
or torque through its action upon the lield or the per- 
manent magnet. The amount of this drag is directly pro- 
portional to the speed. This is just the amount required. 
Eddy-current loss is usually reduced by subdividing 
the iron 'into thin laminations. These are insulated 
from each other by varnish, shellac, japan, tissue paper, 
or sometimes simply by rust. The laminations must be 
perpendicular to the path of the currents, so that the 
insulation will break up the eddy currents. Lamina- 
tions vary in thickness from o.oi inch up to 0.028 inch. 
The insulation is seldom greater than 15 per cent of the 
total cross- section. If the laminations are made too thin. 
too much space will be taken up by the insulation and 
the cross-section of the iron will be correspondingly re- 
duced. In addition, the expense of construction will be 
considerably increased. In certain special types of ap- 
paratus, iron wire cores are used instead of laminations. 
While such construction is not as compact as the use of 
laminations, it limits the eddy-current loss to an exceed- 
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ingly small value and so is useful where the changes in 
magnetism are exceedingly rapid. 

The power lost in eddy currents, per pound of lamina- 
tions, is proportional to the square of the thickness of 
the laminations, the square of the rate of change of the 
magnetism, and the square of the flux density, 
(e) Circuit Connections: 
(i) Series. The reluctances which form the magnetic 
paths of certain commerdal apparatus are in series. In 
order to obtain the total reluctance of a number of re- 
luctances in series it is simply necessary to add up the 
separate reluctances. This is analogous to adding up 
the separate resistances in an electrical circuit, in order 
to determine the total resistance of the circuit. 

(2) Parallel. There are no practical magnetic circuits 
which are entirely in parallel. In order to find the total 
reluctance, where several reluctances are in parallel, it 
is convenient to convert each reluctance to its permeance 
value (that is divide it into one). By adding the separate 
permeances, the total permeance is obtained and this 
can then be changed to total reluctance by dividing it 
into one. This method is analogous to that used for 
finding the total resistance of a number of resistances 
in parallel in the electrical circuit. In that case, the 
conductances were added to find the total conductance, 
and this was then changed to total resistance. 

(3) Series-parallel. In most apparatus, the magnetic 
circuits are complicated and consist of paths in series 
and in parallel. While, in general, magnetic paths are 
designed to have reluctances in series, it is impossible to 
carry this out in most cases, because of magnetic leakage. 
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Figure 14 shows the magnetic path of a four-pole dynamo. 
The path of the flux is shown by a single dotted line and 
its direction by arrow-heads. It is desired to have tlie 
flux take the path through the following reluctances- in 
series: From the north pole, through the air-gap, through 
the armature core, through the air-gap again, through the 
south pole, and back through the field frame to the 
north pole. Such a circuit would constitute a series 
_. . circuit consisting of 
" -^rame three different ma- 
terials. Of course 
the air-gap consists 
of a non-magnetic 
material and has a 
much greater reluc- 
tance than the 
others. As a matter 
of fact, the actual 
magnetic path is not 
so simple as this. 
There is leakage be- 
tween the pole tips and hence this leakage flux, which 
should be less than 25 per cent of the usefid flux, is in 
parallel with that part of the flux .which passes through 
the armature. Hence this is really a series circuit, with 
parallel branches, or in other words a series-parallel circuit. 
It can readily be seen that a great deal of practical ex- 
perience would be required in calculating the reluctance of 
such a circuit, since certain elements would have to be esd- 
mated. If all the reluctances were known, however, the 
total reluctance could easily be found by adding up the 




Fig, 14- 
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reluctances in series, and the permeances in parallel, then 
changing the total permeance to reluctance by dividing 
it into one and adding this to the sum of those in series 
(/) Circuit Calculations. In the practical calculation of 
magnetic circuits, the flux required to obtain a certain in- 
duced e.m.f. or to get some other useful effect, is first cal- 
culated. The cross-sectional area of each portion of the 
magnetic circuit is then determined, so that the required 
flux density will be obtained together with the required 
mechanical construction. In general the cross-section is 
made of such size that the flux density of the magnetic 
material will not pass the point of saturation. Having de- 
termined the required flux density in each part of the cir- 
cuit, the next step is to determine the necessary number of 
ampere-turns. It is usual to determine the number of 
ampere-turns necessary for each part of the magnetic 
circuit separately. These are then totaled and the result 
gives the total m.m.f. or ampere-turns, necessary to force 
the required flux through the entire circuit. By thus 
calculating the various parts separately, it is easier to take 
into accoimt the fact that a part of the circuit is of a mag- 
netic material and part of a non-magnetic material, also 
that the different magnetic materials have different re- 
luctivities. The following numerical example will illustrate 
the general procedure in the calculation of simple magnetic 
circuits : 

Numerical example. To find the ampere- turns neces- 
sary to develop a useful flux of 200,000 lines through the 
armature in Fig. 15. (Assume a leakage factor of i.i.) 

Assuming a leakage factor of i.i, this means that the 
leakage flux between the pole tips and pole sides equals 
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Fig. 15. — A typical magnetic circuit problem. 




10 per cent of the useful flux. Hence, in order to have 200.000 
lines of force pass through the armature, 220,000 will have 
to pass through the pole pieces and yoke. The various 
parts are calculated separately, as explained above: 

Yoke, Cross-sectional area = 4" X i'^ = 4 square inches. 
Hence the flux density, in lines per square inch = 220,000/4 
= SSiOoo. The ampere-turns per inch of length of the 

magnetic path, in the 
cast steel, can then 
be determined from 
the curve (Fig. 2). 
The ampere-turns 
per inch thus deter- 
mined equal 20. 
Since the magnetic 
path through the 
cast steel is 8 inches 
long, the ampere-turns necessary to send 220,000 lines of 
force through this part = 8 X 20 = 160. 

Pole pieces. Cross-sectional area = 3"' X 4*^ = 12 square 
inches. Hence, the flux density, in lines per square inch, 
equals 220,000/12 = 18,333 +• From the curve for cast 
iron. Fig. 2, the ampere-turns per inch necessary to main- 
tain this flux density = 34. Therefore, since each pole 
piece has a magnetic path = 6 inches, the total path through 
the cast iron is 12 inches, and the ampere-turns necessary 
will be 12 X 34 = 408. 

Air-gap. Since air is a non-magnetic material, the neces- 
sary ampere-turns can be calculated by means of Ohm's 
Law of the Magnetic Circuit. However, it is first necessary 
to find the reluctance. Due to the fringe flux at the pole 



ELECTRICAL AND MAGNETIC CIRCUITS 83 

tips, the cross-sectional area of the air-gap will be greater 
than 12 square inches (the area of the pole face). On the 
4 inch side of the pole, the armature overlaps a half inch at 
each end. Hence, the average depth of the air-gap in this 
direction = § (4 + 5) = 4i inches. Assume that the flux ex- 
tends for a distance equal to the length of the air-gap in 
entering the armature on the 3 inch side. Then the aver- 
age width of the air-gap equals ^3 +42) = 34 inches. 
Therefore the average cross-sectional area of the air-gap 
= 4^ X si = 16.87 -f- square inches. Then, from equa- 

tion (22), the reluctance of the air-gap = - — —^ — = 0.0139 

10 .87 

rel. Then, from Ohm^s Law of the Magnetic Circuit, 

(equation (13)), the magnetomotive force required to send 

200,000 lines through each air-gap = 200,000 X 0139 

= 2780. Since there are two air-gaps, in this case, the 

total flux required by the air-gaps will equal 2 X 2780 

= 5560 ampere- turns. 

Armature, Cross-sectional area = 5*" X f " = 3! square 
inches. Hence the flux density = 200,000/3! = 53,300 
lines per square inch. From the curve for wrought iron, 
Fig 2, it is found that for this flux density, 9.5 ampere- 
turns per inch of length are necessary. Since the magnetic 
' path is 8 inches long, 8 X 9.5 = 76 ampere-turns are re- 
quired by the armature. 

Heqce, adding these various magnetomotive forces which 
have been determined for each part separately, the total 
ampere-turns required will be found. Thus, 160 + 408 
+ 5560 + 76 = 6204 ampere-turns necessary to develop a 
useful flux of 200,000 lines in the magnetic circuit. 

The above calculations may be tabulated, as follows: 
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Name of Part 


Area in 
Sq. Inches 


Flux Dens. 

in lines 
per sq. in. 


Ampere- 
turns per 
in. length 
(from curve) 


Length of 

Mag 

Ct. 

inches 


Ampere- 
Turns 
neces- 
sary 


Yoke 


4 

12 
16.87 

375 


55000 
18333 
1 1860 

53300 


20 
34 

9.5 


8 
12 

1.5 
8 


t6o 


(Cast Steel) 
Pole Pieces 

(Cast Iron) 
Air-Gao 


408 

5560 

76 


Armature 

(Wrought Iron). 


Total 


6204 













In order to be on the safe side, it is usual to increase the 
total calculated ampere-tums by about 10 per cent, in order 
to take care of reluctances of joints, and inaccuracies of as- 
sumptions and of magnetic curves and data. An inspection 
of the ampere-turns required by each part, in the above 
problem, shows that the air-gap requires very much more 
magnetomotive force than any of the other parts. This 
suggests a short-cut for the calculation of similar circuits, 
since if the ampere-tums required by the air-gap are cal- 
culated, and this number is increased by 20 per cent, the result 
will be close enough. However, it should be remembered 
that such a calculation is only approximate and only ap- 
plies where the magnetomotive force required for the air- 
gap is large as compared to that required for the other parts 
of the magnetic circuit. 
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(a) Differences between voltmeter and ammeter. 
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(a) Use. 

(b) Description. 

(c) Connection in circuit. 
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LESSON 4 — ELECTRICAL INSTRUMENTS 

1. Voltmeters and Ammeters 

(a) Differences between voltmeter and ammeter. Since the 
current flowing in any circuit is always proportional to the 
e.m.f. (in accordance with Ohm's Law), practically every 
manifestation of electricity which is used to measure cur- 
rent can also be used to measure voltage. In other words, 
an ammeter can be used as a voltmeter, with several minor 
alterations. Since the ammeter carries load current, or a 
definite proportion of load current, its resistance must be 
low. On the other hand, since the voltmeter must stand 
the line voltage, its resistance must be high so that little 
current will flow through it and hence so that the energy 
loss will be small. Hence, the difference between the two 
classes of instruments lies in the degree of sensitiveness. 
Each class of instrument requires a certain amount of 
current to flow through it in order for it to indicate. The volt- 
meter is very sensitive and will indicate an extremely small 
current flow. The ammeter which carries only a small 
proportion of the load current is also very sensitive. How- 
ever, where the ammeter carries the full-load current, its 
windings are larger, and an appreciable current is necessary 
in order to make it indicate. The amount of current which 
flows through a voltmeter is limited and controlled not 
only by the size of the windings, but also by a resistance 
in series called a ''multiplier." The amount of current 
flowing through an ammeter is determined by the resist- 
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ance of the ammeter windings, but in cases where only a 
certain proportion of the load current flows through the 
ammeter, it is also determined by the value of the resist- 
ance, called an *' ammeter shunt," placed in parallel with | 
the ammeter. The resistance of this shunt is made low, in 
order that most of the current will pass through it, instead 
of through the instrument. Both voltmeters and ammeters 
must be properly calibrated in order to give correct readings. 
(b) Types: 

(i) Moving coil and stationary permanent magnet. This is 
the *' galvanometer" type of instrument It is a develop- 
ment of the D'Arsonval galvanometer, and depends for 
its indication upon the motor action existing between 
the permanent magnetic field and the current-carrying 
coil mounted in this field. According to Maxwell's 
Law of Motor Action, when current is passed through 
the coil, it tends to change its position so as to embrace 
the maximum number of lines of force in a positive di- 
rection. The D'Arsonval galvanometer operates on this 
principle also, but merely indicates the presence and ap- 
proximate degree of the, current or voltage, whereas 
the ammeter or voltmeter indicates the exact amperage 
or voltage, as the case may be. The permanent ihagnets 
in this type of instrument are made of steel. They are 
of the horseshoe type, and are shaped as shown in Fig. i6. 
The poles of the magnet are fitted with soft-iron pole 
pieces, so shaped as to give a uniform magnetic field. A 
stationary soft-iron core is placed between the poles, thus 
leaving an annular air-gap for the moving coil. The 
effect of this construction is that the coil will cut the same 
number of lines of force, no matter what its position may 
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be. Hence the deflections will be exactly proportional 
to the current flowing in the coil and the instrument may 
be calibrated with uniform scale divisions. The coil of 
wire is rectangular in shape and is extremely light. It 
is pivoted on sharp points which rest in jeweled bearings. 
There is a narrow spiral hair spring at the top and the 
bottom of the coil. These springs serve to restrain the 
motion of the coil, and also to lead the current in and out. 
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A thin aluminum pointer is attached to the movable 
coil and serves to indicate the readings. The springs 
bring the pointer back to zero when there is no current 
flowing in the coil. The coil is wound on a light copper 
or aluminum frame. This acts as a support for the coil, 
and also serves to miake the instrument "dead beat." 
(Dead-beat instruments come to rest quickly, registering 
the reading with no vibration.) The supporting frame 
accomplishes this, due to the eddy currents which are 
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induced in it. The fields of these induced currents react 
on the field of the permanent magnet, and according to 
Lenz's Law tend to oppose further motion. Hence the 
eddy currents provide a braking action. 

A brass piece extends between the poles and the soft- 
iron core is fastened to this. A calibrated scale is provided 
under the end of the pointer, and in the portable in- 
struments a mirror is placed just below the scale. The 
proper way to read the instrument is to look down at the 
pointer in such a way that its image cannot be seen in 
the mirror. This guards against errors resulting from 
readings made at an angle. 

In addition to the portable instruments, larger in- 
struments of the same type are made for switchboard 
work. Instruments ofthe galvanometer type are amongthe 
most accurate. They can be used for direct current only. 
In order to obtain a deflection in the proper direction, the 
positive side of the line must always be connected to the 
terminal of the instrument marked plus (-f). If in- 
struments of this type are connected to an alternating- 
current circuit the needle will not be deflected, but will 
merely vibrate. It receives an impulse to move in one 
direction, but before this can be effected, it receives an 
impulse in the reverse direction due to the rapid reversal 
of the current. As a result, no deflection can be obtained. 
Instruments of this type are liable to be affected by stray 
magnetic fields, and these should be guarded against. 

The usual resistance of the movable coil of the volt- 
meter is approximately 60 ohms. The instruments ate 
so designed that 0.6 volt will produce a full-scale de- 
flection. Hence, from Ohm's Law, the current flowing in 
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!he coil, for a full-scale deflection will be about o.oi ampere. 
In a voltmeter designed for a full-scale deflection at 150 
volts, a multiplier is connected within the instrument of 
such resistance that the difference of potential across 
the coil will be cut down to 0.6 volt. Hence, when a 
current of o.oi ampere flows, the resistance of the mul- 
tiplier, in series with the coil, must cause a voltage drop 
of 150 — 0.6 = 149.4. It follows, from Ohm's Law, that 
this resistance must equal 14,940 ohms. {Resistance 
' 149.4/.01 = 14,940 ohms.) Hence, the total resistance 
f the multiplier and coil will equal 15,000 ohms. It can 
; seen that there is a total resistance of 100 ohms per 
tcale division. Portable voltmeters are very often pro 
rided with two scales, one for reading high voltages, 
jid the other for low readings. It is obvious, that if a 
ull-scale deflection is desired at a lower voltage, a lower 
Ksistance multiplier will be necessary in series with the 
Biovable coil. Hence, in this case, a third terminal must 
provided with connection made within the instru- 
D that only the necessary resistance is in series. 
The usual resistance of the movable coil, together with 
he connecting leads, in the ammeter is appro-ximately 
r ohm. In these instruments, about 0.045 ^o'*^ ^lU pro- 
iluce a full-scale deflection. In other words, a current 
of 0.045 anipere flowing in the coil will produce a full-scale 
deflection. Hence, in the galvanometer type of instru- 
ment, the ammeter is more sensitive than the voltmeter, 
although its windings have lower resistance. In order to 
measure diiTerent ranges of current, shunts of varying 
sistance are furnished with the ammeters. Thus, if it 
i desired to measure a current of 50 amperes, the shunt 
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resistance (for a full-scale deflectioii) would be obtained 
as follows: Since a current of 0.045 sunpere is required by 
the coil for a full-scale deflection, the rest of the current, 
50 — x)45 = 49-955 amperes must flow throu^ the shunt. 
But since the resistance of the movable coil and leads 
equals i ohm, a potential difference of 0.045 ^^^ ^'^ send 
the *045 ampere through the coiL Since the coil and the 
shunt are in parallel, there must also be a potential dif- 
ference of 0.045 ^ol^ across the shunt. Hence, the resist- 
ance of the shunt must equal .045/49.955 (from Ohm's 
Law) = 0.0009 + ohm. It can be seen that in this case, 
since the current through the shunt must be about iioo 
times as much as that through the coil, the resistance of 
the shunt must be i /iiooth that of the coil. In some of 
the smaller ammeters, the shunt is contained within the 
case of the instnmient, but for currents larger than 
25 amperes separate shunts are provided. These shunts 
are usually made of an alloy of copper, nickel and ferro- 
manganese, called "Manganin." Several strips are 
sweated into heavy brass blocks, and separate terminak 
are provided for line connection and for instrument 
leads. The line terminals are much larger than the in- 
strument terminals. The ammeters having external 
shunts are calibrated in amperes, and can be used with a 
number of shunts. Thus, if an instrument is calibrated 
so that a full-scale deflection reads 100 amperes, it can 
be read directly when a loo-ampere shunt is used. It 
should never be used with a shunt marked more than 
100 amperes. If it is used with a 50-ampere shunt, then 
50 amperes will produce a full-scale deflection, and hence 
in order to get the true amperage, the reading must be 
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divided by two. When used with a 25-ampere shunt, 
25 amperes will produce a full-scale deflection, and hence 
the reading of the ammeter must be divided by four. 
Most instruments have several scales, and in this case the 
scale is read which corresponds to the shunt being used, 
(2) Stationary coil and moving iron. These are the "Iron 
Vane," and "Plunger" type of instruments. Although 
these instruments have been developed mainly for alter- 
nating-current work, they can be used on direct current 
also (when calibrated for direct current) and they are used 
extensively, because of their simplicity and cheapness, 
where great accuracy is not a requirement. The principle 
of operation of these instruments is the attraction which 
a current-carrying coil or solenoid exerts upon soft iron. 
This attraction does not depend upon the direction of thfe 
current, and hence this explains why the instruments can 
be used for either direct-current or alternating-current 
circuits. In instruments of this type, the only difference 
between voltmeters and ammeters, aside from cahbration, 
is that the voltmeters have the stationary coil wound 
with a great many turns of fine wire and have multi- 
pliers in series for changing the range, whereas ammeters 
have a stationary coil which consists of a few turns of 
heavy wire. Shunts are not used with ammeters of this 
type, as it is a comparatively simple matter to pass the 
entire current to be measured through the stationary coil. 
Although the same principle is the basis of all instru- 
ments having a stationary coil and moving iron, there 
are a number of variations in the method of construction. 
Some of these are: 
^Kfthe Iron Vane instrunienls. A small soft iron vane or 
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segment is attached to a pivoted shaft, set within the cur- 
rent-carrying solenoid. In one method of construction, 
the segment or vane is normally held off center by the 
action of springs. When current flows through the sol^ 
noid, the vane moves nearer to the center, where the 
stronger field exists, and in so doing, it turns the shaft 
and hence the attached aluminum pointer. In the "in- 
cHned coil" instruments, the coil is inclined at an angle 
of about 45 degrees to the shaft. The iron vane is mounted 
on the shaft, at an angle, and its normal position, as de- 
termined by the action of springs, is such that it is cut 
by few lines of force. As soon as current passes through 
the solenoid, the vane tends to swing into such a posi- 
tion that it will be in line with the magnetic field. In 
other words, it tends to take the position which will allow 
the largest number of lines of force to pass through it 
and this is the position in which it is parallel to the lines 
of force within the coil. The vane in turning, turns the 
shaft and pointer, and is resisted by the action of the 
springs. Damping is effected by an aluminum vane, 
which turns with the iron vane. The resistance of the 
air to the movement of the aluminum vane makes the 
instrument practically dead-beat, the final indication 
being obtained without vibration. 

Plunger types. In these instruments, a soft-iron plunger 
is drawn into a solenoid, either against the action of 
gravity, using a counterweight, or against the action 
of springs. Damping is obtained through the inducing 
of eddy currents in the plunger. Although these in- 
struments are simple, they can only be used for rough 
work and ordinary commercial measurements, in which 
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instruments of the stationary coil and moving iron type 
are required, are usually performed with iron vane type. 

Iron bar lypc. In this type, a stationary and a movable 
iron bar are placed within the solenoid, and in such a posi- 
tion that when current passes through the solenoid, 
the ends of the rods receive like magnetization and hence 
repel each other. The movable rod is pivoted on the 
shaft at the center of the coil and moves away from the 
stationary rod, thus turning the shaft and moving at- 
tached pointer over a calibrated scale. The movement 
is resisted by a counterweight. A modilicaUon of this 
construction is used in instruments which have a stationary 
and movable soft-iron circular segment. The ends of 
the segments become magnetized in the same way as 
the rods (like polarity together), and hence the movable 
segment is repelled from the stationary one. This turns 
the shaft, to which the segment is attached, thus moving 
the pointer over the scale. Springs control the motion, 
thus giving more positive action than gravity control. 
Damping is obtained by the use of aluminum vanes at- 
tached to the movable element. 

In all instruments of the "stationary coil and moving- 
iron" type, the magnetic pull is nearly proportional to 
the square of the current in the coil. Hence, if the cur- 
rent is doubled, the pull on the soft iron will be increased 
four times. On this account, the scale divisions for large 
values of current or of voltage must be farther apart 
than for the lower values. This results in a crowding 
of the divisions at the lower end of the scale. As these 
instruments are mostly used for switchboard work, an 
irregular scale is not a serious t" 
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(3) Moving coil and stationary coil. These instnmieDts 
are of the "Dynamometer" type. They can be u^ for 
either direct current or alternating current. The moving 
coil and the stationary coil are connected in series, and the 
current flows through them in such a direction that they 
attract each other. This is in accordance with the law of 
magnetic action between parallel, current-carrying con- 
ductors. Although the dynamometer principle can Be 
applied to the measurement of both voltage and amperage, 
commercial instruments of this class are in general limited 
to voltmeters. This is because it is difficult to lead heavy 
currents in and out of the movable coil, and moreover it is 
difficult to construct that coil of sufficient capacity to carry 
very much current. The use of a shunt is impracricabletn 
instruments of the dynamometer t)rpe. The force tend- 
ing to turn the coil is proportional to the square of the 
current, and hence an irregular scale is necessary in these 
instruments. Voltmeters of the dynamometer type have 
the coils made of high resistance, and also have a mul- 
tiplier connected in series. They are particularly adapted 
to alternating-current work, and are not much used in 
cpmmercial direct-current work. These instruments, since 
they depend upon electromagnetism for their indication, 
are affected by stray fields. Where used for direct-current 
work, the instrument will be affected by terrestrial mag- 
netism, unless special precautions are taken to eliminate 
its effect. The effect of terrestrial magnetism wiVL be nil, 
if two readings are taken (one with the current reversed), 
and their average taken as the true reading With the ex- 
ception of wattmeters, instruments of the dynamometer 
type are chiefly used for standardization and laboratory 

work. 
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(4) Hot-wire type. These instruments depend for their 
indication upon the heating effect of electricity. They 
are of comparatively simple construction, are cheap, 
and can be used for either alternating current or direct 
current. Since the action of hot-wire instruments does not 
depend upon magnetic effects, these instruments are not 
affected by stray fields. They can be used for either volt- 
meters or ammeters, but the hot-wire ammeter is used to 
a greater extent than the voltmeter. Where currents 
larger than 5 amperes are to be measured, shunts are pro- 
vided with the ammeter. The current to be measured, 
or a certain definite proj)ortion of it, passes through a 
wire of platinum-silver, or othei* non-oxidizable metal of 
high resistance and low temperature coefficient. The ex- 
pansion of the wire, when heated, causes a sag, and this 
motion is transmitted by means of suitable pulleys, to a 
pointer moving over a calibrated scale. Although the 
same principle forms the basis of all hot-wire instruments, 
the method of construction differs in various makes. As 
these instruments are not used to any extent for commer- 
cial direct-current#work, the actual construction will not be 
taken up in this book. Since the heat energy is pro- 
portional to the square of the current, the scale of hot-wire 
instruments is irregular, as [in the case of "Iron Vane," 
and "Dynamometer" types. 

(5) Other types. Induction instruments will not be de- 
scribed in this book, since they can only be used for 
alternating current. Electrostatic voltmeters are only used 
for high- voltage work. They depend for their action upon 
the attraction between opposite charges of "static" 
electricity. These instruments can be used for either 
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direct current or alternating current. However, ammeters 
cannot be constructed on this principle. 
(c) Method of connection: 
(i) Voltmeters. Voltmeters may be connected between 
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Fig. 17. — Correct method of connecting a voltmeter. 

any two points, whose difference ot potential it is de- 
sired to measure. (See Fig. 17.) 

(2) Ammeters. Ammeters must be connected in series 
with the load and the line. (Fig. 18.) If connected in 
parallel with the load, the ammeter will receive full-line 

voltage and will prob- 
ably be burned out. 
id) Care and- precau- 
tions. These instru- 
ments should be 
handled as carefully as 

Fte. 18. — Correct method of connecting an a fine watch. When a 

ammeter. 

portable meter must be 
used in any particular position, the pointer should stand 
at zero, when there is ho current in the instrument. If 
it is not at zero, it can be adjusted to this position in most 
makes, by the shifting of the spring post plate, using 
a small screw driver. In general, portable instruments 
give the best results, when used in a horizontal position, 
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ilthough they can usually be used in any position, provided 
:he proper adjustment is made. When using voltmeters 
hiaving two scales, care should be taken not to connect the 
high-voltage to the low-voltage terminal. If this is done, 
the needle will be bent, or j)ossibly the instrument will be 
burnt out. Ammeters which are made for use with ex- 
ternal shunts are usually so marked, and should never be 
used without them. If such an instrument is used without 
a shunt, it will be burnt out. Care should be taken to use 
the shunts and leads which come with the instrument. 
Ammeters which can be used without shunts can usually 
be distinguished by their binding posts, which are made 
large, in order to carry the heavier currents. Ammeters 
should always be connected as indicated under (c) (2). 

2. Wattmeters 

(a) Principles and Use, Instruments for the measurement 
of electrical j)ower are called "indicating wattmeters," 
or simply "wattmeters." According to equation (4), elec- 
trical power (in direct -current work) measured' in watts is 
equal to the product of voltage times amperage. Hence an in- 
strument for indicating the power being consumed in a circuit 
must have a voltage and a current element. For direct 
current work, the only principle of operation available is 
that of the dynamometer (stationary coil and moving 
coil). The dynamometer type of wattmeter can also be 
used for alternating current, in addition to the induction 
wattmeters, which only operate on alternating current. 

(b) Dynamometer type wattmeter: 

(i) Description, The wattmeter is similar in construc- 
tion to the instruments of the permanent magnet-moving 
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coil tjrpes, with the exception that the stationary coils 
are used instead of the permanent magnet. The sta- 
tionary coil is in two parts with the movable coil between. 
The stationary coils are of low resistance and carry load 
current. The movable coil is of high resistance, has a 
high resistance winding in series with it, and the small 
amount of current flowing through it is proportional to 
the impressed voltage, since it is connected in parallel 
with the load. Hence the deflections are proportional 
to the product of the load current times the impressed 
voltage, or in other words, to the power expended. The 
instrument scale is calibrated directly in kilowatts 
(sometimes in watts). By pressing a small button located 
beneath the scale, the potential circuit can be closed. 
This guards against overheating of the movable coil 
and the multiplier when the instrument is not being read. 

(2) Method of calibration. These instruments are cali- 
brated by means of standard ammeters and voltmeters, 
and the same calibration holds good for both direct current 
and alternating current. 

(3) Method oj connection. The large terminals on the 
instrument lead to the stationary coils, and should be 
connected in series with the line and the load; the small 
terminals, which lead to the movable coil, are usually 
connected in parallel with the load. (Fig. 19.) 

(4) Correction for power consumed in instrument itsdf. 
The instrument will read too high, if not compensated, 
since the current flowing through the stationary coils 
is not only that being drawn by the load, but is also that 
drawn by the movable coil. In order to correct for this 
error, the power consumed by the movable coil must be 
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subtracted from each readiDg. This excess power may 
be calculated from equation (6) as follows: 

Voltage' (across load — in volts) 
Resistance (of movable coil ~ in ohms) 

= Excess Power (in watts). 
If the potential leads are connected on the line side of 
the instrument, instead of on the load side, it is obvious 
that the voltage across the instrument will be greater 

Compensa fing 




Fig. Tg. — Connections of dynamometer type wattmeter. 

than that across the load, by the amount of drop caused 
by the stationary coils. The excess power correction, 
in this case, will equal the product of the current flowing 
through the stationary coils squared times the resistance 
of the stationary coils. 

(s) Compensation. In most commercial wattmeters, no 
correction for power consumed in the instrument itself 
is necessary, since a special compensating coil is put in 
the instrument for this purpose. This compensating coil 
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is connected in series with the movable coil, and is ^ 
in such a direction that its field opposes the field 
stationary coils. Since this compensating coil is in 
with the movable coil, it weakens the field of the si 
ary coils by an amount proportional to the current 
movable coil. If the circuit is traced through, it i 
seen that at no load, the movable coil, the comper 
coil, and the stationary coils, are in series, the same 
current flowing through all. At no load, the compen 
coil is adjusted so that its field is equal] and oppo: 
the field of the stationary coils. Hence, the poini 

j mains at zero at no load, in spite of the current fl 

in the windings of the instrument. This compen 
is correct for all loads, since the current in the co 
sating winding is fixed in amount, and is always eq 

i the no-load current of the stationary coils. A 

terminal is usually provided, marked "Ind" 
pendent) which leaves the compensating coil out 
circuit, and which is connected to the mpvabl< 
through a resistance equal in amoimt to that i 
compensating coil. In ordinary commercial direct-< 
work the compensating coil is usually left in the < 
the independent terminal being only used for special 

3. Watt-hour Meters 

(a^ Use. These meters are used to determine the a 
of electrical energy- being expended. They actually m 
and add up the work done during each hour, or f] 
thereof, that the current flows Since the energy esq 
depends upon the watts consumed and the time of u 
energ}- meter is calibrated in kilowatt-hours. 
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(6) Types. The *' Motor" type of watt-hour meter is the 
only one available for the determination of amount of 
electrical energy expended. In instruments of this type, a 
small motor is made to rotate at a speed directly propor- 
tional to the energy being expended. For direct-current 
work, watt-hour meters are subdivided into two classes: 
(i) Commutator type^, Fig. 20: These meters operate on 
the dynamometer principle. They contain a stationary 
coil and a movable coil. The movable coil is arranged to 
rotate continuously, in one direction, by means of the com- 
mutator, which reverses the current in each subdivision 
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Fig. 20. — Internal connections of commutator type watt-hour meter. 

of the movable coil, or armature, as the subdivision comes 
under the influence of a pole of different polarity. The 
movable coil is subdivided into a number of symmetrically 
spaced coils, in order to obtain a smooth and continuous 
impulse. This arrangement is exactly the same as in any 
other direct-current motor, with the exception that there is 
no iron in the stationary (field) coils, nor in the armature. 
The stationary coils or fields are connected in series with 
the line and the load; the armature is connected in parallel 
with the load, additional resistance being placed in series 
with it. Hence, the pull exerted between the field and the 

* Note: Before studying this paragraph, it is desirable to study para- 
graphs 2, 5, 6, 7, and 9 under lesson on " The Direct-Current Motor." 
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armature is proportional to the product of the impressed 
voltage times the load current. The speed of the arma- 
ture shaft is recorded on dials, by means of a worm at- 
tached to the shaft engaging with a train of wheels. 

Because of the absence of iron in the magnetic circuit, 
the field is comparatively weak, and hence the counter 
e.m.f. induced in the rotating winding is practically 
negligible. Hence, as the load is increased, there will be 
more current through the field coils and an increase of 
field strength. Since the counter e.m.f. is negligible, 
there will be no decrease in armature current. There- 
fore, the net result of increased load will be increased speed. 
(The term '*load," as used here, refers to the electrical 
load; whose energy consumption is being measured.) 

A motor of this type would run away, since it has no 
mechanical load attached. For this reason, an eddy-cur- 
rent brake is used so that the speed will always be pro- 
portional to the energy expended. As the speed decreases, 
the braking action decreases also. In other words, the 
retarding force is exactly proportional to the speed. The 
eddy-current brake consists of a copper or aluminum disc, 
mounted on the vertical armature shaft in such a manner 
that it rotates between the poles of two permanent mag- 
nets. According to Faraday's Law of Electromagnetic 
Induction, the metal disc has e.m.f. 's induced in it, when 
it cuts the fields of the permanent magnets. These in- 
duced e.m.f. 's set up eddy currents in the disc, and ac- 
cording to Lenz's Law, the fields due to these eddy 
currents react with the fields of the permanent magnet in 
such a way as to tend to prevent further rotation of the 
disc. The greater the speed of the disc, the higher will 
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te the induced e.m.f.'s, and consequently the eddy I 
currents will be greater in amount, and the magnetic dragJ 
will be correspondingly increased. The speed of thftl 
armature will attain a constant value when the torquei 
developed is equal and opposite to the counter-torque J 
of the eddy-current brake (neglecting friction). It has J 
been shown above that the torque developed will always I 
be proportional to the product of impressed voltage I 
times load current. Also that the counter- torque is al-J 

'ays proportional to the speed. Hence, since the torque^ 
!*quals the counter-torque whenever speed is constant, 1 
the speed will always be proportional to the product of 
impressed voltage times load current (or in other words 
to the watts being consumed at that particular time). 
It follows that in such a motor, there will be a definite 
speed corresponding to every value of the energy being 
expended. If the energy is doubled, the speed will be 
doubled, etc. 1 

Although friction is reduced to the smallest possible 
amount by the use of jeweled bearings and light moving 
parts, still there is always a certain energy loss due to it, 

■hich must be compensated for. The way in which this 
usually done is to put a small coil in series with the 
lature, and in such a position that its field will aid 
the field of the main field coils. The position of the coil 
can be adjusted so that Its distance from the armature 
can be varied. It should be placed far enough from the 
armature to prevent rotation at no load, but near enough i 
to start the armature rotating when the smallest cur- 
rent flows through the coils of the instrument. When 
placed in this position, the extra torque supplied by the i 
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compensating coil is just sufficient to overcome the friction. 
The speed of the meter may be adjusted by moving the 
two permanent magnets either closer to, or further away, 
from the center of the metal disc. The further in towards 
the center the magnets are moved, the less will be the eddy 
currents induced and hence the greater will be the speed. 
It is usual to have the magneU adjusted so that the dials 
can be read directly. The number on the rotating disc is 
the constant of the meter, and signifies the number of 
watt-hours registered for each revolution of the disc. 
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Thus if the meter constant is 0.4, then 0.4 watt-hours are 
recorded on the dials for each revolution of the disc. The 
method of connecting a watt-hour meter in an external 
circuit is shown in Fig. 20 (a). 

(2) No-commutator type. Meters of this type are essen- 
tially motors whose armatures always cut the same di- 
rection flux. (Homopolar motors.) The chief advantages 
of this type are absence of commutator and use of light 
moving parts. The principle of operation is the law of 
motor action which states that a conductor, free to move, 
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and carrying a current whose direction of flow is at right 
angles to a fixed magnetic field, will be moved out of this 
field, and in a direction at right angles both to the direc- 
tion of current flow and to the field. Figure 21 further 
illustrates the action of meters of this type. Current is 
led into the metal disc by means of the mercury in 
which it floats. The current direction is at right angles 
to the field of the electromagnet. The circular steel ring 
above the magnet serves to complete the magnetic path. 



Direction 
[of Current 

V 
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tiagnet Core 



'Armature Flux 
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Fig .2 1. — Diagram illustrating the principle of the no-commutator watt- 
hour meter. 

and the arrangement is such that the metal disc is free 
to revolve in the gap. With the direction of flux and of 
current as shown by the arrows, it can be seen that at 
the left the magnetic force acts towards the observer, 
while at the right, it acts away from the observer. Hence, 
the resulting rotation will be in a counter-clockwise 
direction (looking down on the disc). 

A common type of no-commutator meter (Sangamo) 
Fig. 22, has a molded insulation receptacle, with thin 
pressed metal bottom, which is attached by means of a 
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thick brass clamping ring. The armature is contained in 
the exceedingly shallow space between the inside of the 
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receptacle and the metal bottom. This armature, 
floats in mercury, is made of a thin copper disc. The 
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mercury is above the disc, as well as below. The neces- 
sary buoyancy for Uftiug the armature, shaft and other 
moving parts, is obtained through the agency of a solid 
non-metallic float, riveted to the copper disc. A jeweled 
bearing is located at the top, and there is a small amount 
of pressure against this. This method of construction 
guards the meter against shocks and at the same time 
reduces the friction to a very low value. The meter has 
an inverted pocket above the armature, which prevents 
the mercury from being spilled out, no matter what the 
position of the instrument. The armature carries load 
current, or a definite proportion of it, and nickel-plated 
current terminals are located at each side of the molded 
insulation receptacle. These are imbedded in the insula- 
tion, touching the mercury within the receptacle, thus 
leading the current to and from the copper disc, A 
laminated "U" shaped iron yoke is bolted to the brass 
clamping ring at the bottom of the receptacle. This 
forms the magnet core for the shunt coil. This coil is of 
very fine wire and is connected across the hne, so that 
the magnetization wiU be proportional to the impressed 
voltage. A soft iron ring is located just above the copper 
disc, or armature, and serves to complete the magnetic 
circuit, the armature rotating in the gap between the ring 
and the magnet core. Since the magnetic field is pro- 
portional to impressed voltage, and load current flows 
through the armature, the armature is continuously im- 
pelled at right angles to the field, and the torque developed 
will be proportional to the energy being expended. The 
same method as in commutator meters is used to get 
the speed proportional to the torque. An aluminum disc, 
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mounted on the same shaft as the armature, is made to 
pass between the poles of two permanent magnets. The 
eddy currents mduced provide a mechanical lo^^d, or 
counter-torque, and this counter-torque is directly pro- 
portional to the speed. Since torque must balance counter- 
torque, for every constant value of speed, the torque will 
also be proportional to the speed, and hence the energy 
being measured will be proportional to the speed. 

In Sangamo meters used for over lo-ampere service, 
shunts are supplied, the meter being designed to carry 
lo amperes as in the case of instnmients for use without 
shunts. 

The registering mechanism is similar to that used in 
commutator-type instruments. It consists of gearing, 
operated by the rotating shaft and properly connected to 
the recording dials. 

The heavy load adjustment is obtained by raising or 
lowering a soft iron disc located just above the permanent 
magnets. This varies the strength of the magnetic field 
through which the aluminum disc passes, thus adjusting 
the speed of the meter without moving the magnets. 

Light load compensation is obtained by means of an 
adjustable shimted circuit, which passes a small current 
continuously through the armature even at no load. 
This provides the torque required to overcome friction. 
This starting current is obtained by means of a thermo- 
couple. The thermo-couple consists of two dissimilar 
metals connected together and in series with the armature. 
A heating coil of high-resistance wire surrounds these 
metals. The heating coil is in series with the potential 
coil. The thermo-couple generates a small e.m.f. which 
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sends a small compensating current through the armature. 
Due to the nature of such a device, the current direction 
will always be the same. . Hence care must be taken to 
connect the instrument in the circuit with the positive 
terminal to the positive side of the line, as marked, as 
otherwise the current from the thermo-couple will add 
its drag to the effect of friction, instead of compensating 
for friction. By moving, either to the right or to the left 
a small damp, set on a pair of parallel wires, in front of 
the instrument, at the bottom, adjustment of the amount 
of the compensating current may be made. 

Sangamo instruments may be used with alternating 
current as well as direct current. Instruments for alter- 
nating-current use have all parts of the magnetic circuit 
laminated and also contain a special condenser in series 
with the shunt coil. The measuring elements are some- 
what differently arranged, in that the main current 
energizes the field, while the potential current passes 
through the armature. Otherwise, they are practically the 
same as the instruments used for direct-current circuits. 

4. Ampere-hour Meters 

(a) Use. These instruments are only used in direct- cur- 
rent work and principally in connection with storage bat- 
teries. Where the voltage is practically constant, the 
energy expended will be proportional to the ampere-hours 
and the actual watt-hours can be obtained by multiplying 
the ampere-hours by the voltage. 

(&) Description. These instruments are all of the no-com- 
mutator type, and are similar in construction to the watt- 
hour meters described above, with the exception that a 
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permanent magnet is used instead of an electromagnet, 
since a potential element is not required in an ampere- 
hour meter. The registering mechanism is constructed so 
that the ampere-hours can be read directly from a single 
dial. 

(c) Connection in circuit. Ampere-hour meters are con- 
nected in series with the line and the load, in the same 
manner as ammeters. 



Outline of Lesson 5 — DIRECT - CURRENT 
MEASUREMENTS 

1. CDHEEHT; 

(o) With ammeter. 

(5) With staoditrd resistance and Toltmeter. 

2. VOLTAGE: 

(o) With voltmeter — within its range. 
(b) With voltmeter — above its range, 
(t) With voltmeter — below its range. 

3. RESISTANCE: 

(a) Wheatstone bridge 

(1) Where used. 

(2) Apparatus required. 

(3) Method of connection. 

(4) Principle of operation. 

(b) Modifications of Wheatstone bridge : 

(1) Slide-wire bridge. 

(2) Kelvin Double Bridge. 

(c) Voltmeter-Ammeter method: 

(1) Where used. 

(2) Apparatus required. 

(3) Method of connection. 

(4) Calculations required. 

(d) Comparison of Voltmetei- Deflections using Standard 

(1) Where used. 

(2) Appwatus required. 

(3) Method of connection. 

(4) Theory. 
(«) Voltmeter method for Insulation Resistance: 

(1) Where used. 

(2} Apparatus required. 

(3) Method of 

(4) Theory. 
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(/) Direct Deflection method for Insulation Resistance: 

(1) Where used. 

(2) Apparatus required. 
(8) Method of connection. 
(4) Operation and theory. 

4. POWER: 

(a) With Wattmeter. 

(b) With Ammeter and Voltmeter. 

(c) With Wattmeter and Ammeter and Voltmeter. 

5. ENERGY. 
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1, Current 

(a) Wiih ammeter. As explained under "Electrical In- 
struments," it is necessary to connect an ammeter in series 
in a circuit, in order to measure the current flowing. If 
shunt is used, this is put in series in the circuit, and the 
ammeter is then cotmected across the small terminals of 
the shunt. In order to protect the ammeter, a short-cir- 
cuting switch is often connected around the instrument. 
This switch is then kept closed , except when it is desired to 
take a reading. When the switch is opened, the full-cur- 
rent passes through the instrument. 

(6) With standard resistance and voltmeter. In this case, a 
known standard resistance is connected in series in the 
circuit whose current is to be determined, and the voltage 
drop across the resistance is read on a low reading volt- 
meter, or millivoltmeter. Then, from equation (i). Ohm's 
Law, the current flowing is equal to the voltage reading 
divided by the resistance. 

2. Voltage 

(a) With voltmeter — within its range. In order to measure 
the difference of potential between any two points, it is 
simply necessary to connect the voltmeter between these 
two points. It should be noted that it is not necessary to 
break the circuit, when a voltage reading is desired, since 
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the voltmeter is shunted around the circuit whose voltage 
is to be measured. 

(6) Witk voltmeter — above Us range. If it is desired to meas* 
ure a voltage higher than the range of the instrument, this 
may be done by inserting a known resistance in series with 
the voltmeter, or by using two identical voltmeters in series. 
Thus, if the voltmeter has a range of 150 volts, and it ia 
desired to take readings on a 220-volt circuit, the following 
method may be adopted. If the total resistance of the volt- 
meter is 15,000 ohms, a resistance of 15,000 ohms may be 
connected in series with the instrument. Its range will 
then be doubled, since the actual voltage across the in- 
strument will be half that across the circuit being measured. 
Hence, if the voltmeter reads no volts, this should be 
multiplied by two in order to get the e.m.f. of the circuit 
being measured. The same thing applies where an identical 
voltmeter is used in series with the instrument in the place 
of the resistance. In this case the two voltmeters will 
read the same, since with the same resistance there will be 
the same voltage drop across each, and hence the total 
voltage will be the sum of the two readings, 
(c) With voltmeter — below its range. Although most volt- 
meters are provided with high and low-reading scales, it 
sometimes happens that a high-reading voltmeter is the only 
one available. This cannot be accurately read on low 
voltages. A method of obtaining an accurate reading, in 
this case, is to connect the voltmeter and the two points, 
whose voltage is to be measured, in series across a high 
potential source. Thus, if it is desired to measure the e.m.f. 
of a dry cell with a voltmeter, whose range is 150 volts, the 
two should be connected in series and both cotmected across 
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a higher potential circuit. Two readings are then neces- 
sary. A reading is first taken with connections as above. 
Suppose that in this case the voltmeter reads 10S.6, A 
reading is next taken with the voltmeter connected alone 
across the higher potential source. If the voltmeter now 
reads no, the voltage of the dry cell must have been equal 
to no — 108.6 = 1.4 volts. If the cell had been connected 
in the reverse way, its voltage would have been added to 
the line voltage instead of being subtracted. 



(a) Wheatstone Bridge: 

(i) Where used. The Wheatstone bridge is used for the 
accurate measurement of resistance, and has a wider 
range than any other method. It will give accurate 
results for all except extremely low and extremely high 
resistances. The fundamental principle of the Wheat- 
stone bridge is used in all resistance testing sets, and 
modifications of the bridge are used for locating faults 
in cables, and also for the measurement of very low re- 
sistances. The Wheatstone bridge can also be used for 
measuring insulation resistance, up to about 2,000,000 
ohms. 

(2) Apparatus required. Three variable standard re- 
sistances, a galvanometer, and a primary battery are 
required. In Wheatstone bridges used for commercial 
work, the apparatus is usually contained in a hardwood 
case, and convenient means are provided for changing 
the known resistances, etc. Detailed wiring diagrams 
and descriptions of these commercial sets can be ob- 
tained from the manufacturers. 
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(3) Method of connection. The three known variable 
resistances and the unknown resistance are connected 
in a dosed circuit, as in Fig. 23, which represents tlie 
theoretical Wheatstone bridge diagram. A battery and 
key are connected between A and B, while a galvanometer 
and key are connected between C and D. The battery 
generally _ consists of a few primary cells. The ratio arms 

usually contain coils 
whose resistances 
may be varied by 
multiples of 10. 
Thus ratio arm i 
may be varied so 
that its resistance is 
the same as ratio 
arm 2, or 10, ioO|0r 
1000 times as great. 
In like manner, ratio 
arm 2 may be ad- 
justed so that its re- 
sistance will be 10, 100, or 1000 times as great as arm i. 
The various known resistance coils in the rheostat arm 
are of such value that any whole number may be obtained. 

(4) Principle of operation. The battery current divides 
between the arms ACB. and ADB. No current will 
flow between C and D, provided points C and D are at 
the same potential. If current does flow between C and 
D, the galvanometer will deflect. The manipulation con- 
sists of adjusting the ratio arms and the rheostat arm 
until points C and D are at the same potential, or in other 
words, until the galvanometer no longer deflects. In this 
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case, the arms of the bridge are said to be balanced. 
Such a condition is always necessary when measuring the 
resistance, and since the method requires no deflection of 
the galvanometer, that instrument need not be cali- 
brated. Assume that when the galvanometer key is 
closed, current flows from A to B. Also assume that 
the various known resistances are so adjusted that when 
the galvanometer key is closed, there is no deflection of 
the galvanometer. It is clear that there is then no dif- 
ference of potential between C and D. Hence the volt- 
age drop along ratio arm i must equal that along ratio 
arm 2, In like manner, the voltage drop along the un- 
known resistance must equal that along the rheostat arm. 
Then according to Ohm's Law, equation (2), the value of 
these voltage drops may be expressed in terms of current 
and resistance. Hence the above equalities may be ex- 
pressed as follows : 
Current X Resistance (Ratio Arm i) 

= Current X Res. (Ratio Arm 2) 
and 
Current X Resistance (Unknown Resistance) 

= Current X Res. (Rheostat Arm). ' 

If the former equality is divided by the latter, the 
following equation is obtained: 
Current X Res. (Ratio Arm i) 
Current X Res. (Unknown Res.) 

Current X Res. (Ratio Arm 2) 
~ Current X Res. (Rheostat Arm) 

ice no current flows through CD, the current in ratio 
arm 1 must equal the current in the unknown resistance. 
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Also, the current in ratio arm 2 must equal the current 
in the rheostat arm. Hence, these values will cancel 
out of the above equation, and the following equation 
will be obtained: 

ResistanceRatioArmi Resistance of Ratio Arm 2 
Unknown Resistance Resistance of Rheostat Arm 

Hence, since three of the resistances are known, the un- 
known resistance can be found, by solving, as follows: 

Resistance Ratio Arm i 



Unknown Resistance 



Resistance Ratio Arm 2 
X Resistance Rheostat Arm. 

(6) Modifications oj Whealsione Bridge: 
(i) Slide-wire bridge. In this type of bridge, a slide-v 




Key I I Battery 

Fig. 24. — Slide-wire bridge diagram. 

is used in place of the ratio arm 2 and the rheostat arm. 
This wire is of uniform resistance along its length, and 
is usually made of german-silver. A pointer is moved 
along the wire until the point is located where the gal- 
vanometer gives no deflection. In calculating the re- 
sistance, lengths of the slide-wire are used instead of 
actual resistances, since in this case, resistance is pro- 
portional to the length. Figure 24 shows a diagram of a 



DIRECT-CURRENT MEASUREMENTS lar ' 

slide-wire bridge. When the bridge is balanced, and 
there is no deflection of the galvanometer, the unknown 
resistance may be calculated from the following equation: 



Unknown Resistance = 



Res. Arm i X Distance DB 
Distance AD 



In some cases, the resistance of arm i is made permanent, 
and a caiibrated scale is placed under the slide-wire, 
so that the value of the unknown resistance may be 
read directly in ohms from the position of the pointer 
on the wire. Although the slide-wire bridge is not as 
accurate as the Wheatstone bridge, it is more convenient 
in certain cases, and allows of obtaining a quicker balance. 
(2) Kelvin Doitble Bridge. This modification of the Wheat- 
stone bridge is de- 
signed to measure 
the resistances of 
conductors of very 
low resistance, 
such as heavy cop- 
per bars, etc. The 
ordinary bridge 
would be inaccu- 
rate for this kind 
of measurement, Fic. 
since the contact 
resistances may be much greater than the resistance to be 
measured. A theoretical diagram of the Kelvin double 
bridge is shown in Fig. 25. For commercial use, these 
bridges are arranged in convenient cases. Diagrams of con- 
nections are furnished by the makers. From the theoretical 




Battery 

— Theoretical diagram of Kelvin Double 
Bridge. 
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diagram, it can be seen that the Kelvin double bridge is 
essentially a Wheatstone bridge in which one of the 
galvanometer connections is provided with two branches. 
One of these branches leads to the unknown resistance, 
c&, while the other one leads to a standard low resist- 
ance bar, ac. The contact points of these branches or 
ratio arms, may be moved along ac or cbj as indicated 
by the arrow-heads. In like manner, ratio arms 3 and 
4 have adjustable contacts. In operating the bridge, it 
is first necessary to make the ratio of arms 2 to i, the 
same as arms 4 to 3. Thus, if the ratio of arms 2 to i 
equals 100 to i, the ratio of arms 4 to 3 must also equal 
100 to I. Next, adjustment is made so that the galva- 
nometer gives no deflection. The usual method of mak- 
ing this adjustment is by varying the standard resistance 
ac. The ratio arms are so constructed that they give 
only a limited number of combinations. Provided that 
arms i and 2 are in the same ratio as 3 and 4, then, with 
no deflection of the galvanometer: 

Unknown Resistance C'B 

Ratio Arm i 



= Standard Resistance AC y. 



Ratio Arm 2 



It can be seen that this equation is the same as that used 
for the ordinary Wheatstone bridge. By the Double 
bridge methods, the contact resistances at a, fc, c, and d 
are eliminated from the calculation, and hence resistances 
as low as i /io,ooo ohm may be accurately measured. 
{c) Voltmeter- Ammeter method: 

(i) Where used. This method can be used to measure 
resistances from o.oi ohm to 500 or 600 ohms, but does 
not give yery accurate results. It offers a comparatively 
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simple means of determining the resistances of armature 
and field windings of dynamos, etc. 

(2) Apparatus required. An ammeter and a voltmeter are 
required for this test, and these should be accurately cali- 
brated. A source of direct-current power is also necessary. 

(3) Method of connection. The resistance to be measured 
should be connected in series with the ammeter and the 
source of power. For comparatively low resistances, the 
voltmeter should be connected at the terminals of the re- 
sistance, as in Fig. 26. In this case, there will be a slight 
error, due to the fact that ., ,^ ^ 

the ammeter shows the sum Ammefet; \ — \) — | 
of the currents in the resist- r— {^^ VNAAAc 
ance and in the voltmeter. 



However, if the voltmeter 
were connected around the 



Unknown Res) 
Battery 



W 



ammeter, it would also indi- Fig. 26. — Measurement of com- 

cate the fall of potential in Paratively low resUtance by the 

^ ^ voltmeter-ammeter method. 

the ammeter, and in the case 

of a low resistance, this would introduce the greater error. 
For high resistances it is usual to connect the voltmeter 
around both the resistance to be measured and the am- 
meter. In such a case, the fact that the voltmeter current 
may be appreciable as compared with the current through 
the resistance, would cause a large error, if the voltmeter 
were connected directly across the resistance terminals. 
(4) Calculations required. The resistance can be cal- 
culated from equation (3), in accordance with Ohm's 
Law. Thus, if the voltage reading is divided by the 
reading of the ammeter, the result will give the resist- 
ance of the conductor being measured. It is better to 
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take several readings and calculate the average resist- 
ance. Care should be taken to have all connectioDS 
tight and also not to have the instruments too dose. 
(They should be at least a foot apart to prevent mag- 
netic interaction.) 
((/) Comparison of VoUmeier Deflections using Standard Re- 
sistance: 

(i) Where used. This method can be used wherever the 
Voltmeter- Anmieter method is applicable. Both of these 
methods are often referred to as "Fall of Potential" 
methods. 

(2) Apparatus required. In this case, a voltmeter, a 
known or standard resistance and a source of power are 
necessary. For fairly accurate work the voltmeter should 
have a high resistance (especially in measuring low re- 
sistances), although it need not be calibrated provided the 
deflections are proportional to the voltage. The stand- 
ard resistance should have sufficient carrying capacity 
to carry the current without heating and a steady cur- 
rent should be employed. 

(3) Method 0] connection. The resistance to be measured 
is connected in series with the standard resistance and a 
few primary cells. The voltmeter is first connected across 
the known resistance and its deflection recorded. It is 
then placed across the unknown resistance and its de- 
flection again recorded. (Same current must be flowing.) 

(4) Theory. 

The current flowing in the known resistance 

Voltage across Known Resistance 
Known Resistance 
(in accordance with Ohm's Law). 
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In like manner: 

The current in the Unknown Resistance 

_ Voltage across Unknown Resistance 

_ • 

Unknown Resistance 

Since the two resistances are in series, the current flow- 
ing in the known resistance will be the same as that flow- 
ing in the unknown resistance. 
Hence : 

Voltage across Known Resistance 
Known Resistance 

_ Voltage across Unknown Re sistance 
Unknown Resistance 
Therefore : 

Unknown Resistance 

Known Res. X Voltage across Unknown Res. 

^— ■ • 

Voltage across Known Resistance 

Thus the value of the unknown resistance can easily be 
calculated from the two voltmeter readings and the known 
resistance. 
{e) Voltmeter method for Insulation Resistance: 

(i) Where used. This method may be used to determine 
the insulation resistance of transmission lines which are 
grounded at some point. Although insulation resist- 
ance cannot be accurately measured in this way, where 
there is no fault, this test is often convenient for finding 
out whether a certain high resistance comes within a 
given value. 

(2) Apparatus required. A voltmeter of known resist- 
ance is required and also a source of power. This latter 
is not needed in measuring the insulation resistance of a 
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live line, or in determining the insulation resistance be- 
tween the commutator and field frame of a generator in 
operation. 

(3) Method of connection. The voltmeter is first connected 
directly across the source of power, and a reading taken. 

It is then connected 
' ~ '^- in series with the resist- 

ance to be measured 
and the source of 



LeakfoX 
Ground 



\ 



Dead Lines 




Second Vo/f meter 
'' Connection 



Ground 



live Lines 



First Voltmeter 
Reading is taken 

Directly Across 

"Uve" Lines 




jj^- Second 
C) Voltmeter 
Connection 



^ f Ground 

^"'•Source of Power 

Fig. 28. — Voltmeter method for measuring insulation resistance of "live" 

lines. 

determining insulation resistance between commutator 
and frame of a generator. 

(4) Theory, With the voltmeter connected directly 
across the source of power, the reading will be proportional 



^ ^ _ First Voltage Reading power, and a second 
t^attery • ^^^ ^^^^^^f ^^^^ reading is taken. Fig- 

^ . , . . ure 27 illustrates the 

Fig. 27. — Connections for measurmg m- 
sulation resistance of "dead" lines by the method of measuring 

voltmeter method. insulation resistance 

of "dead" lines; Fig. 28 shows method of measuring re- 
sistance of live lines. Figure 29 shows connections for 

Leak to Ground 

on Positive Side Only 

A 
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to its resistance only. When connected in series with the 
insulation resistance and the source of power, the read- 
ing will be proportional to both these resistances. The 
principle is exactly the same as that explained under 
measurement of voltage (par. 2 (6)). If the resistance to be 
measured was of the same value as that of the voltmeter, 
the voltmeter deflection would be one-half that of the case 
where voltmeter was connected directly across source of 
power. However, since the insulation resistance is a great 
deal higher than the resistance of the voltmeter, the volt- 



6enercifor\ 





Second Voltmefer / 
connection. First 
Volt me fer readincf 
is taken directly 
across the brushes 

Fig. 29. — Connections for determining insulation resistance between the 

commutator and frame of a generator. 

meter reading is comparatively low, when the two are 
connected in series. In other words, the two voltmeter 
readings are in the same proportion as the respective re- 
sistances. Expressed as an equality: 

Voltmeter Reading across Source of Power 
Voltmeter Reading when in series with source and Insulat. Resistance 

Resistance of Voltmeter 



Resistance of Voltmeter + Insulation Resistance 

Since all values are known, in the above equation, with 
the exception of the insulation resistance, this may be 
solved, for, as follows : 

Insulation Resistance = Res. of Voltmeter x 

V't'g Riding in series with Source and Ins. Res. — V^t^g RMing across Source 

Voltage Reading across Source of Power 
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(/) Direct Deflection method for Insulation Resistance: 
(i) Where used. This method is used in large wire in- 
sulation factories for determining the insulation resist- 
ance of insulated wires. It is also in general use in this 
country in underground and submarine work. If the 
test is properly conducted accurate results can be ob- 
tained. Since only simple apparatus is necessary, this 
method is generally used in testing laboratories. It is 




^^ shunt. 
^B because 



sometimes referred to as "Insulation Test by Substitu- 
tion," 

(2) Apparatus required. A shunted galvanometer (usu- 
ally of the mirror type), a known high resistance (usually 
100,000 ohms), a source of fairly high potential (about 
2J0 volts direct current), a vessel for holding coil immersed 
in water, and suitably insulated switches are required. 

(3) Method of connection. The apparatus is connected 
as shown in Fig. 30. The galvanometer shunt shown in 
the diagram is known as the "Ayrton" or "Universal" 
;hunt. This type of shunt is generally used for this test, 
because it allows of better control of the galvanometer 
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deflections. Although the galvanometer used must be 
very sensitive, it should be heavily damped so that it 
will deflect slowly. The spring shown on switch K is 
used to keep galvanometer circuit open when readings 
are not being taken. The dotted line shows its position 
when the galvanometer is in use. Before starting the 
test, the coil of wire whose insulation is to be measured 
should be immersed in salt water for about 24 hours. 
During the test, the coil should be immersed in water, 
with the ends kept well back above the surface. The 
braid on the wire (if there is any) should be stripped 
back quite a distance. This is a protection, only when 
dry, the rubber being the effective insulator after coil 
has been soaked in water. The key C throws the insula- 
tion resistance of the cable into the circuit when thrown 
to the left. When the key is thrown to the right, the cir- 
cuit is completed through the 100,000-ohm resistance. 
The power supply is connected at the double-pole double- 
throw switch. When this switch is thrown to the right, 
the cable is discharged. The negative side of the line 
must be connected to the conductor in order to get ac- 
curate results. The polarity may be tested for with a 
voltmeter. Another precaution necessary to insure ac- 
curate results is the use of a guard wire. This is used, 
in order to allow only current meant for the galvanometer 
to flow through it. The guard wire should be wrapped 
around the insulation at the conductor ends, and con- 
nected to the supply side of the shunt and the galva- 
nometer. The double dotted line shows the connections 
of the guard wire in the figure. Care should always be 
taken to have all apparatus extremely well insulated. 
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Since the voltage of the supply is about 220, caution 
should be used in connecting up the apparatus, to keep 
it safe from damage. A constant voltage is necessary dur- 
ing the test. 

(4) Operation and theory. In accordance with Ohm's Law, 
the greater the resistance in the galvanometer circuit, 
the less the current (with constant e.m.f.). Hence, the 
deflections of the galvanometer will vary inversely as 
the resistance of the galvanometer circuit. Thus, with a 
constant applied e.m.f., a certain deflection will be ob- 
tained when the resistance of 100,000 ohms is connected 
in series with the galvanometer. A smaller deflection 
(inversely proportional to the increase of resistance) will 
be obtained when the insulation resistance is put in 
series with the galvanometer. In order that the resist- 
ance may be determined in megohms (a megohm is equal 
to one million ohms), it is necessary to know how many 
megohms will cause a deflection of one division on the 
galvanometer scale. This value is called the "constant" 
of the apparatus. Thus, for example, if the constant of 
the apparatus was 5000, this means that a deflection of 
one scale division indicates a resistance of 5000 megohms 
in the galvanometer circuit. Then, the greater the de- 
flection, the less the resistance in the circuit. Thus, with 
the above constant, a deflection of 5 scale divisions 
would indicate a resistance of 1000 megohms. Hence, 
once the constant is found, it is simply necessary to sub- 
stitute the insulation resistance, in the place of the 100,000 
ohms, and read the deflection on the galvanometer scale. 
Dividing the constant by the deflection then gives the 
value of the insulation resistance in megohms. 
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^V Since an extremely sensitive galvanometer is used, it 
is necessary to damp it. This requires the use of a shunt, 
The shunt complicates the calculation slightly. Before 
explaining the theory of the Ayrton shunt, the use of a 
simple shunt will be taken up. When an ordinary shunti 
is used to determine the constant of the apparatus, it is! 
necessary to know the resistance of the galvanometer 
and also the resistance of the shunt. Assume that the 
galvanometer resistance equals 4000 ohms, and the shunt 
resistance equals 10 ohms. Since the two are in parallel, 
the current will divide inversely in proportion to their ' 

» resistance. Thus, by using a low-resistance shunt, most 
of the current will flow through it. In this case, 400 times', 
as much current will flow through the shunt as through 
the galvanometer. Thus, with the current of 4or milli-i 
amperes (a milUampere is equal to i /loooth of an ampere), 
^^ 1 milliampere would flow through the galvanometer, , 
^Land 400 times as much, or 400 milliamperes would flow 
^Bethrough the shunt. Hence, the ratio of the current which' 
will flow through the galvanometer to the total current 
will be r to 401. Therefore the multiplying power of 
the shunt in this case, is 401. To illustrate the calcula- 

Ition, in determining the constant of the apparatus, sup-. 
jmse that the above shunt were used and that the gal- 
vanometer were connected in series with the roo,ooo-ohm 
resistance and the source of power, and that a deflection 
of 50 scale divisions was obtained. Since the multiplying 
power of the shunt is 401, it is clear that 401 times as 
much current would flow through the galvanometer if it 
pWere unshunted, and hence the theoretical deflection in 
ihis case would be 50 X 401 = 20,050 scale divisions. 
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Hence, 20,050 divisions correspond to a resistance of 
100,000 ohms in series in the galvanometer circuit. A 
resistance 10 times as great (1,000,000 ohms or a megohm) 
would give a deflection one-tenth as small. Hence 2005 
divisions would be the deflection corresponding to i meg- 
ohm. Hence, a deflection of i scale division would 
correspond to 2005 megohms in series in the galvanometer 
circuit, and this is the "constant" of the apparatus. 

The Ayrton shunt is usually used instead of the or- 
dinary shunt, since it allows of a number of convenient 
adjustments, and moreover, it is not necessary to know 
the actual resistance either of the shunt, or of the gal- 
vanometer. When the shunt is set at i, its connection 
is the same as any other shunt, and its multiplying power 
will depend upon the relative resistance of itself and that 
of the galvanometer. When the arm is moved to the other 
contacts, resistance is added to the galvanometer, and 
taken away from the shunt so that less current flows 
through the galvanometer. It can be seen from the dia- 
gram of connections that no matter how much resistance 
is added to the galvanometer side, the same amount 
must be subtracted from the shunt side. Thus, there is 
a definite ratio between the current flowing in the gal- 
vanometer when the arm is at i and when it is at any 
other contact point, and this ratio holds, regardless of 
the resistance either of the shunt or of the galvanometer. 
The arrangement is such that at the second contact point 
to the right one-tenth as much current will flow through 
the galvanometer as when the arm is at the extreme left; 
at the third contact point to the right, one one-hundredth 
as much current will flow through the galvanometer as wh^pn 

i 



DIRECT-CURRENT MEASUREMENTS 133 

the arm is at the extreme left, etc. Thus, by simply mov- 
ing the arm from one contact point to another, it is possible 
to vary the current in the galvanometer, in multiples of 
10, regardless of the actual ratio between current in the 
line and current in the galvanometer. As an illustration, 
suppose it is desired to find the constant of the apparatus, 
in Fig. 30 using the Ayrton shunt. With the shunt at its 
lowest resistance value, one one-thousandth (connection 
shown in figure), the switch K is thrown to the left, thus 
short-circuiting the insulation resistance and throwing the 
100,000 ohms in series with the galvanometer and the 
source of power. Assume again that the deflection is 
50 scale divisions. If the arm of the shunt had been on 
I, at the extreme left, the theoretical deflection would 
have been 1000 times as great, or 50,000, since ia that 
case 1000 times as much current would have flowed 
through the galvanometer. Thus, with a resistance of 
100,000 ohms in series with the galvanometer, there is a 
theoretical deflection of 50,000, divisions. The correspond- 
ing deflection with 1,000,000 ohms would be 5000 divi- 
sions. Therefore, a deflection of one scale division would 
correspond to 5000 megohms in the circuit, and hence 5000 
is the constant of the apparatus. 

To measure the value of the insulation resistance, the 
switch C is thrown to the left so that the insulation re- 
sistance is in series with the galvanometer. The insula- 
tion resistance should be in the circuit 60 seconds before 
closing the galvanometer switch K. The Ayrton shunt is 
next adjusted until a readable deflection is obtained. If 
the spot goes off the scale the arm of the shunt must be 
moved so that there is less resistance in the shunt and 
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more in series with the galvanomter. If the reading is 
too low the arm must be moved in the opposite direction 
to get the reverse effect. Thus, if the arm is at the one one- 
hundredth contact point, and the spot goes off the scale, the 
arm must be moved to the one one- thousandth point and the 
deflection again noted. In measuring the insulation resist- 
ance of long cables, the deflection will probably be large 
at first, then decreasing in value. To save time, it is usual 
to observe the deflection at a fixed time after closing the 
switch, usually one minute after the galvanometer switch 
has been closed. Assume that with a galvanometer con- 
stant of 5000, as determined above, a deflection of 10 
scale divisions is noted at the end of one minute's electri- 
fication, and with the Ayrton shunt at the one-tenth con- 
tact point. The theoretical deflection at contact point 
"one," would then be ten times as great, or 100 scale 
divisions. This corresponds to an insulation resistance of 
5000/100 = 50 m^ohms. If the length of coil measured 
equaled one-half mile, then the insulation resistance of this 
cable per mile is equal to 50 /2 = 25 megohms. The longer 
the coil, the less the insulation resistance, since this resist- 
ance is in parallel, and the area of current leakage increases 
directly with the length. In the above case, if the shunt 
had been at the one one-hundredth contact point, instead 
of the one-tenth, the deflection would have been only 
I scale division. However, the same final result would 
have been obtained. Although the insulation resistance 
may be obtained from the one reading, it is better to keep 
the current on for about five minutes, taking readings at 
the end of each minute. It will be found that the readings 
decrease gradually. At the end of the five minutes, the 
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double-throw switch should be thrown to the right, thus 
discharging the cable. After it has been fully discharged, 
readings should again be taken as above, but with the 
current reversed. 

4. Powet 

(a) With WaUmeter. The power being consumed in a cir- 
cuit can be read directly in watts or kilowatts, on this in- 
strument. The usual method of connection is shown in 
Fig. 31. The heavy terminals connect to the current ele- 
ment and should be connected in series in the circuit. 



Frx>m Supply 



yp/tagre Terminals 



Current 
Terminal 




To Load 



Fig. 31. — Usual connections for measuring power by means of a wattmeter. 

The light terminals are the voltage connection and should 
be connected in parallel. Care should be taken, not to 
connect the current terminals across the line. 
(6) Wiih Ammeter and Voltmeter, Since electrical power is 
the product of amperes times volts, the power consumed 
in a direct-current circuit may be determined by taking 
readings with an ammeter and a voltmeter, and multiply- 
ing these readings together. This method is often used 
where a wattmeter is not available. 

{c) With Wattmeter and Ammeter and Voltmeter, Where 
the wattmeter and the ammeter and voltmeter are to be 
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used in the same circuit, for the measurement of power (as 
when cahbrating) there are a number of methods of con- 
Waftmeter 



From Supply 

Ammeter 



-gf Al ^ 




)VQlfmeiei- 

To Load 



nection. Three different methods are shown in Figs. 32, 33, 
and 34. Figures ^2 and 33 show the usual methods of 
connection. The ammeter reading in both these methods 
Waff meter 



From Supply 
Ammefer- 



o 



Q VoHmeUr _j 1 



- Another ci 



□ method of connecting ammeter, voltmeter and 
1 circuit for 



is the sum of the load current plus the current in the volt- 
age coils of the wattmeter and in the coils of the voltmeter, 
Since the current in these coils is negligible, except where 
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Fig. 3 



measuring very small currents, it is usually unnecessary to 
correct the ammeter readings^ In the method of connection 
shown in Fig. 33 a shght error is caused by the fact that 
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Source 
of Power 



CID 



Load 



the voltmeter reads a higher voltage than that actually 
applied to the load. This is due to the drop in voltage in 
the current coil of the wattmeter. Figure 34 shows the 
best method of connection for gettting an accurate reading 
of current. However, in this case, if very accurate watt- 
meter readings are required, it is necessary to subtract the 
losses in the ammeter and in the voltage coil of the watt- 
meter. 

6. Energy 

Watt-hour meters furnish the usual means of determining 
the amoimt of electrical energy being expended. These 
instruments are usually calibrated 
in kilowatt-hours. There are 
usually four terminals on the watt- 
hour meter, two of which are 
marked for connection to the line 
and two being marked for con- fi^. 35. — usual method of 

nection to the load. However in connecting a watt-hour meter in 

a circuit for measuring energy. 

some types of watt-hour meters, 

especially those of larger capacity, there are only three ter- 
minals on the instrument. Diagrams of connection are 

shown in Figs. 35 and 
36. Figure 36 shows 
method of connec- 
tion where the three- 
wire system is used. 
Service watt-hour 
meters are often cali- 
brated by means of 
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Fig. 36. — Method of connecting watt-hour 
meter where three-wire system is used. 



a standard indicating wattmeter and a stop watch. In the 
testing laboratories, it is usual to calibrate the watt-hour 
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(/) Batteries: 

(1) Series arrangement of cells. 

(2) Parallel or multiple arrangement of cells. 

(3) Series-parallel arrangement of cells. 

(4) Arrangement of cells for Highest Efficiency. 

(5) Arrangement of cells for Maximum Current. 

2. SECONDARY OR STORAGE CELLS: 

(a) Definition. 

(b) Principle of operation. 

(c) Types of Storage Cells: 

(1) Lead cells. 

(2) Nickd-Iron-Alkaline cell (Edison cell) 

(d) Capacity of storage cells. 

(e) Uses of storage batteries. 



LESSON 6 — PRIMARY AND SECONDARY 
(STORAGE) CELLS 

1. Primary Cells 

(o) Definitions: 

(i) Primary cell. The primary cell is a device for trans- 1 
forming chemical energy into electrical energy. It con- 
sists of two different conductors, immersed in a liquid \ 
which acts chemicaUy on one conductor, or on one more ( 
than the other, thus maintaining the difference of po- i 
tential between them. During this action, one of the | 
conductors wears away, and the liquid is also consumed. 
These can usually be replaced. 

(2) Electrolyte. This is the name of the liquid used in j 
the primary cell. This liquid may be either an acid or a I 
salt solution. The electrolyte serves to increase the dif- 
ference of potential between the conductors immersed 
in it, and moreover, its action is such that the diffference of 
potential is maintained during the chemical action. 

(3) Plates or Eiectrodes. These are the conductors which 
are immersed in the liquid. The current flows from the 
positive plate or "anode," through the electrolyte to 
the negative plate or "cathode." The anode is usually 
made of zinc. 

(4) Poles or Terminals. These are the ends of the plates | 
not immersed in the electrolyte. They are used in making 
connections with the external circuit. As stated above, 
the current flows through the electrolyte from the positive J 
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to the negative plate. Hence, it completes the drcuit 
through the external conductor by passing from the 
terminal or pole of the negative plate to the pole of the 
positive plate. For this reason, the pole of the negative j 
plate is said to be a "positive" pole, while the pole of the j 
positive plate is called the "negative" pole. According 
to the conventional use of the terms, current always i 
flows from positive to negative. To avoid confusion, it 
should be kept in mind that when referring to the poles, 
the external circuit is under consideration, while when 
referring to the plates, the circuit through the electrolyte 
is being considered. 

(5) Cell. The term cell is sometimes used to denote the 
vessel which contains the conductors and the electrolyte. 
Usually, however, it refers to the entire device, as de&ned 
under "primary cell." 

(6) Battery. A battery consists of a combination of 
properly connected cells. The term battery is sometimes 
incorrectly used to denote a cell. 

(6) Principle of operation. When an electrical conductor, 
such as a piece of metal, is placed in a liquid, this conductor 
becomes of higher or lower potential than the liquid. If 
two conductors are immersed in an electrolyte, not touch- 
ing each other, and of such materials that one is of higher 
potential, and the other of lower potential, than the liquid, 
the device will constitute a source of electrical energy. 
When the two conductors are connected externally, elec- 
tricity must flow, since there is an appreciable difference of 
potential maintained between them. The transformation 
of energy apparently takes place at that part of the anode 
which is in contact with the electrolyte. When current 



, due to the difference of potential between the anode 
and the cathode, its passage through the electrolyte breaks 
up the electrolyte into various elements. Some of these 
unite with or "attack" the anode, thus "eating" it away, 
(c) Polarisation: 

{i) Explanation oj action. The electric current liberates 
hydrogen from the electrolyte in passing through it. 
The hydrogen is carried to tlie negative plate, along with 
the current, and collects there. The presence of the 
hydrogen increases the internal resistance of the cell. 
Hence it is harder for the current to pass through it, 
and as a result the e.m.f. available at the terminals is 
materially lowered. Moreover, there is a small difference 
of potential between the negative plate and the hydrogen 
which acts in opposition to the e.m.f. of the cell. This 
further reduces the available e.m.f. The result of this 
reduction of the e.m.f. of the cell by polarization may be 
such that it will be impossible to cause current to flow. 
(2) Prevention oj polarizatAon. Polarization may be 
counteracted or prevented by the use of "depolarizers." 
These are of three general classes: 

Chemical depolarisers. These consist of some sub- 
stance which combines readily with the hydrogen. 
This substance is placed in the cell near the cathode. 
When the hydrogen touches this substance, it combines 
with it to form a new compound. Among the sub- 
stances commonly used for this purpose are manganese 
I dioxide, potassiimi bichromate, nitric acid, and cuprous 
osdde. 

Electrochemical depolarizers. These consist of a sub- 
I stance which, when used with proper electrodes and 
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electrolyte, results in a metal, such as copper, being 
liberated at the cathode instead of hydrogen. Hence, 
with no hydrogen free in the electrolyte, there can be 
no polarization. 

Meciianical depolarizers. These are simply mechanical 
means of sweeping or blowing the hydrogen away from 
the cathode. They are the least effective of the three 
classes and are least used. In some cells, the only 
means of preventing polarization is to have the surface 
of the cathode roughened. Of course, such a method 
is only a makeshift. 
{d) Local Action. Local action is electrochemical action 
within the cell, usually at the positive plate, which does 
not add to the useful output. As mentioned above, zinc 
is the material usually employed for the positive plate. 
This zinc practically always contains impurities such as 
carbon, iron, etc. When the zinc is immersed in the electro- 
lyte, there is a difference of potential between the zinc and 
the impurities and small local currents flow from the zinc 
through the electrolyte to the impurities and back to the 
zinc again. These currents serve no useful purpose and 
moreover use up the zinc and the electrolyte. Local action 
can be practically eliminated by coating the surface of the 
zinc with mercury. This is called "amalgamation." 
(e) E.m.f. of cells: 
(i) Open circuit. The potential difference between the 
terminals of a cell, on open circuit, is equal to the total 
voltage developed within the cell. This total voltage 
depends upon the following things only, the materials 
of the electrodes and of the electrolyte. It is independent 
of the size, shape, or other physical properties. The 
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I reason for this, as explained under "Principle of Operaf- 

I tion," is that every conductor has a iixed potential with 

1 reference to the electrolyte in which it is immersed. Thus, 

I example, when zinc and copper are the materials 

of the electrodes, and sulphuric acid the material of the 

electrolyte, the total voltage developed within the cell' 

»will always be about i volt. The open-circuit voltage of 
a cell may be measured with sufficient accuracy by meanft. 
of a low-reading voltmeter. In this case, the resistance of; 
the voltmeter is so high, that no appreciable current flows, 
and hence the reading is correct enough for practical 
purposes. Where great accuracy is necessary, the voltage 
L is obtained by balancing against a standard cell, using 
B an instrument called a "potentiometer." The measure- 
ment can be made in this way, with no current flowing; 
in the circuit. 
(2) Closed circuit. When current is being drawn fronir 

I the ceil, and the voltage is measured, it will be found to 
be lower than on open circuit. This drop in voltage 
caused by two things. One is the internal resistance of 
the cell. This is practically constant for any particular 
cell. The other is polarization. As explained above, 
this varies with the degree of use. The total effect of 
these two things is to increase the working resistance of 
_ the cell, thus reducing the available voltage at the termi- 
■ nals. In accordance with Ohm's Law, the drop in voltage 
B within the cell wilt equal the product of the current flow- 
ing times the working resistance. 
(/) Factors determining internal resistance of cells: 

(i) Constant factors. Certain materials in use as electrodes 
L and electrolytes have more resistance than others. The 
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farther apart the electrodes are placed, the greater the 
resistance. The resistance within a cell can be reduced 
by having a greater area of the electrode in contact with 
the electrolyte. The use of a depolarizer sometimes in- 
creases the resistance, 

(2) Variable factors. The internal resistance will vary 
to a certain extent with the temperature and the density 
of the electrolyte. 

(3) Determinalion of internal resistance. In order to 
determine the internal resistance of a cell (separate from 
the polarization effect, which acts in the same way as 
resistance), it is necessary, according to one method, to 
insert the cell as one of the arms of a Wheatstone bridge. 
(See Lesson 5 — par. 3 {a}.) It should be noted that the 
cell is put in the place of the unknown resistance. No 
other source of power is needed and the place where the 
battery ordinarily is connected is simply bridged across 
with ordinary leads. (See Fig. 23.) Ratio arm i should 
be as low as possible. Ratio arm 2 should be as high as 
possible. With key 2 closed and key i open, current 
flows through the galvanometer and the needle will be 
deflected. The rheostat arm should be set at about 
1000 ohms, and ratio arm 2 should be adjusted until 
opening and closing of key i produces no change in the 
galvanometer deflection. In this case, points A and B 
must be at the same potential, and therefore: 
Resistance of Cell 

_ Res. Ratio Arm i X Res. Rheostat Arm 
Res. Ratio Arm 2 

(4) Determination of total or working resistance. When 
the cell is suppl3'ing current to an external circuit, the 
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nternal resistance is apparently increased, due to the' 
action of polarization. .The working resistance can be 
determined in the following way: The open circuit 
voltage of the cell is obtained with a voltmeter. The cell 
is next connected in series with an ammeter, forming a 
closed circuit, and the voltage is again read. It will be 
found that there has been a considerable drop in voltage. 
The difference between the two voltmeter readings will 
give the amount of this drop. Since this drop in voltage 
has been caused by the combined effects of internal re- 
sistance and polarization, it is a simple matter to de- 
ftermine the value of the resistance causing such a drop. 
The current in the circuit is known from the ammeter 
reading, and hence, in accordance with Ohm's Law, the 
working resistance is equal to the drop in voltage divided 
by the current flowing. 

(g) Classes of cells. Primary cells may be divided into two 

general classes: 

(i) Open-circuit cells. Cells which are designed for in- 

ktermittent use only, are classed as open-circuit cells. 
These cells usually have a depolarizer which acts slowly. 
In some cases no depolarizer is used. The cells are meant 
for use during short intervals of time only, and must 
stand for long periods on open circuit, during which the 
hydrogen is gradually removed from the negative plate. 
If the rest periods are not long enough or frequent enough, 
the operation of Ihese cells will not be satisfactory. It 
is important that local action be entirely eliminated in 
these cells. Common examples of open-circuit cells arc 
the dry cell, and the Leclanche cell. 
^ (2) Closed-circuit cells. These cells are designed 
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steady use over a considerable period of time. They ' 
differ from the open-circuit ceils, in that their depolarizer 
is quick acting, thus allowing no hydrogen to collect on 
the negative electrode. Certain closed-circuit cells, such 
as the Fuller or Edison-Lalande, can be used for inter- 
mittent work also, but most closed-circuit cells cannot 
be left on open circuit for any length of time because 
of the chemical action between the depolarizer and the 
electrolyte. The Gravity cell and the Bichromate cell^ 
are examples of closed-circuit cells. 
(A) Uses: 

(i) Open-circuit. Electric bells; certain classes of tele-' 
phone work; signaling; annunciators; etc. 
(2) Closed-circuii. Telegraph work; closed-circuit bur- 
glar-alarms; block signaling; small lights or motors; etc. 
[t) Description of various types of cells. A description of the 
construction, characteristics, and chemical actions of the 
various types of primary cells is beyond the scope of this 
book. Exact data can be obtained from any electrical hand- 
book. However, an open-circuit cell, and a closed-circuit 
cell, will be described, as typical examples. 

(r) Leclanche cell. The anode or positive electrode of 
this cell is made of zinc, which is usually amalgamated. 
The zinc is sometimes cylindrical in form, so as to par- 
tially enclose the negative plate, but the more usual form 
is the stick form, somewhat resembling a lead pencil. 
The cathode or negative plate is made of carbon. Vari- 
ous manufacturers employ several different methods of 
shaping the carbon, thus giving rise to a difference in 
internal resistance. The carbon is usually in the form 
of a hollow cylinder. Manganese dioxide and powdered 
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rbon are placed within the carbon cylinder. The 
wdnganese dioxide acts as the depolarizer and also in- 
creases the difference of potential between the electrodes. 
The powdered carbon adds to the conductivity. The 
electrolyte usually consists of ammonium chloride (sal 
ammoniac) dissolved in water. The elements are con- 
tained in a glass jar, coated at the top with paraffin. 
This coating serves to prevent creeping of the salts. 
The top of the jar is usually provided with a carbon 
^cover, but in some cases the cover is of hard rubber or 
wood. Lectanchc cells have an open-circuit voltage of 
^bout 1.5 volts. The internal resistance (total) varies 
■om .5 up to 4 ohms. These cells are especially adapted 
for bell work where the current required is intermittent. 
They cannot be used for closed -circuit work. 

The chemical action taking place in the cell is as fol- 
lows: The sal ammoniac solution acts upon the zinc to 
form a salt called zinc chloride. Ammonia gas is liberated 
by this action and part of this dissolves in the liquid, 
while part escapes. Hydrogen is also freed from the sal 
ammoniac, and this combines with the oxygen obtained 
from the manganese dioxide, thus forming water. This 
formation of water goes on, even when the cell is not being 
used, and this accounts for the depolarizing action of the 
manganese dioxide. The manganese dioxide is reduced by 
this action to another manganese salt, having less oxygen 
in it. There is no change in the carbon plate, but the 
: electrode gradually is worn away by the chemical 
I. 

! dry cell is a modification of the Leclanche cell. 
I this cell, the amount of the electrolyte is reduced to a 
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minimum, simply enough being used to saturate the 
blotting paper which separates the zinc anode from the 
carbon cathode. Zinc chloride solution is usually mixed 
with the sal ammoniac. In this cell, the zinc also acts 
as the containing vessel. 

(2) Gravilyor Crovjjool cell. The positive electrode of this 
cell is made of zinc, shaped somewhat like a crowfoot 
(whence the name). The reason for this shape is to 
increase the surface of the zinc in contact with the elec- 
trolyte. The terminal of the zinc hooks over the edge 
of the glass jar container, in such a way that the crow- 
foot is suspended in the top of the electrolyte. The 
cathode is of copper. The copper consbts of several 
layers, fastened in the middle by copper rivets, and 
spread out in sort of a star shape. The copper is set on 
edge in the bottom of the vessel. The terminal connec- 
tion is provided by means of a rubber-covered copper 
wire coming up through the solution. The electrolyte 
consists of a zinc sulphate solution. The depolarizer is 
a copper sulphate solution which remains in place around 
the copper due to the action of gravity (since the 
specific gravity of the copper sulphate solution is greater 
than that of the zinc sulphate). In setting up the cell, 
the copper sulphate (blue vitriol) crystals are poured in 
after the copper cathode has been set on edge on the 
bottom of the jar. The zinc is then hung on the top and 
the jar is filled with water until the zinc is covered. A 
tablespoonful of sulphuric acid is then added. A solu- 
tion of copper sulphate forms around the copper. After 
use, a zinc sulphate solution is formed around the zinc. 
This latter solution Soats above the copper solution, as 
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^poentioned above. The specific gravity of the zinc sul- 
"phate should not exceed 1.15. In order to hasten the 
formation of zinc sulphate, as well as to reduce the internal 
resistance, the cell should be short-circuited for a few 
days after setting up, A blue line will indicate the plane 
of separation between the two solutions. Tiiis should be 

» about one-half the distance between the electrodes. In 
Bome cases a mineral oil (non-inflammable under 400 de- 
grees F.) is poured over the top of the zinc sulphate 
to prevent evaporation. Tiiis also prevents creeping of 
the salts over the sides of the jar. Where no oil is used, 
creeping can be prevented by coating the top of the jar 
with paraffin. The temperature of the cell should be 
kept above 70 degrees F. in order to prevent an undue 
rise in the internal resistance. The gravity cell is suit- 
able for closed-circuit work only. The voltage on open- 
circuit is about 1.07. The internal resistance varies from 

IL s to 3 ohms. These cells give best results where a current 

B'Of about 1 ampere is being drawn. 

* The chemical action of the gravity cell is as follows; 
The sulphuric acid acts upon the zinc, thus forming zinc 
sulphate. Hydrogen is liberated during this action. 
The hydrogen is carried along with the current towards 
the negative electrode, but as soon as it comes in contact 
with the copper sulphate it frees the copper from the solu- 
tion and forms sulphuric acid. The pure copper thus 
liberated is deposited on the copper plate. Hence, polari- 
zation is entirely prevented in this cell by electrochemical 
action. The copper sulphate crystals dissolve as the 
chemical action weakens the solution, thus tending to 
tkeep the solution constantly saturated. 
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Cells of the gravity type (there are a number of varia- 
tions and modifications) are adapted to all forms of light 
closed-circuit work such as closed-circuit signaling, tele- 
phone, and telegraph work, burglar alarms, etc. 
(j) Batteries: 

(i) Series arrangemenl of cells. The "series" circuit has 
been defined in Lesson 3 — par. i (/) (4). As stated under 
section (4), when cells are connected in series, so that the 
positive terminal of one connects to the negative terminal 
of the other, then the total voltage will equal the simi of 
the separate voltages. As an illustration, assume that 
three exactly similar cells are connected in series, and 
aiding each other — also assume that each cell gives a. 
voltage of 1.5 volts and has an internal resistance of 2 
ohms and that the external circuit connected in series 
with this battery consists of a resistance of 94 ohms. To 
determine the total voltage of the battery, the total in- 
ternal resistance, and the current which will flow through 
the circuit: 

The total voltage will be 3 X 1.5 = 4.5 volts. 

The total internal resistance can be found, in the same 
manner as for any other series circuit, by adding up the 
separate internal resistances In this case it is equal to 
2 plus 2 plus 2 = 6 ohms. 

The current flowing in the circuit is found by Ohm's 
Law. Since the external resistance is equal to 94 ohms 
and the total internal resistance is equal to 6 ohms, the 
resistance of the entire circuit is equal to 94 plus 6 = 100 
ohms; hence according to equation (i): 
Current flowing 

Total Voltage 



Total Resistance 



■- 4.5/100 = 0.045 ampere. 
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It should be noted that in the series arrangement of 
cells, the internal resistance (total) and hence the total 
resistance of the circuit, is increased by a small amount 
with each additional cell. If the resistance of the external 
circuit is small as compared with that of the cells the 
series arrangement will not give the best results. On 
the other hand, if the external resistance is comparatively 
high, the increase in the total resistance, due to the ad- 
dition of more cells in series, will be negligible, while the 
increase of e. m. f, will aid in sending the current through 
the resistance of the circuit. Hence the series arrange- 
ment is the proper one where the external resistance is 
high. 

(2) Parallel or multiple arrangement of cells. For defini- 
tion of a "parallel" circuit see Lesson 3 ^par. 1 (/) (5). 
When cells are connected in parallel — ^ with all the 
positive terminals connected together, and all the nega- 
tive terminals connected together, there is no increase 
in the total voltage. However, as in any other parallel 
circuit, parallel arrangement of cells results in a reduc- 
tion of the total internal resistance. As an illustrative 
example, assume that the three cells of the problem 
above {1.5 volts each, internal resistance 2 ohms each) 
are connected in parallel and that this parallel arrange- 
ment is connected in series with an external resistance of 
M of an ohm. To determine the total internal resistance, 
and the total current flowing through the circuit: 

Since the arrangement of cells constitute a parallel 
circuit, it is more convenient to deal with conductances, 
in calculating the total internal resistance. The con- 
ductance of each cell is % Hence the total conductance 
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of the three cells is 3 12. The total resistance, therefore, 
is equal to the reciprocal of this and is equal to % ohm. 

To find the total current flowing: the total voltage is 
equal to 1.5 volts. The total resistance of the circuit is 
equal to the internal resistance (total) Y^ plus the external 
resistance, Sa ohm = i Ohm total. Hence, according to 
equation (i): 

Current Flowing = 1.5/1 = 1.5 amperes. 

The more cells there are connected in parallel, the less 
will be the internal resistance (total) and the greater wiil 
be the current capacity. Where the external resistance 
is comparatively small, the parallel arrangement is ad- 
vantageous, since it results in a material reduction of 
the resistance of the entire circuit. The parallel battery 
is usually employed where a heavy current is required, 
but at a low voltage. 

(3) Series-parallel arrangement of cells. Such circuits 
are explained in Lesson 3 — par. i (/) (6). Series- 
parallel arrangement of cells is generally resorted to 
where a higher voltage is needed than obtainable with 
parallel arrangement, and where the added current ca- 
pacity of the parallel connection is a necessity. In cal- 
culating the total internal resistance, it is better to 
calculate the series and the parallel parts separate. 
Thus, as an example, assume that two sets or groups, of 
two cells each are arranged in a parallel-series combina- 
tion. That is to say. that the two cells in each group are 
in series, while the two groups are in parallel. Assume 
voltage of each cell i.g volts; internal resistance 3 ohms. 
To determine total internal resistance of the combina- 
tion; also total voltage: 



\ 
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Since there are two cells in series in each branch or 
group, the total resistance of each group = 3+3 =6 
ohms. Hence there are two branches of 6 ohms each in 
parallel. Adding the conductances of these branches 

Lp^ + B- gives a total conductance of | or a total resist' 

Vance of 3 ohms. Hence, in this case, the total resistance is 
DO more than that of a single cell. 

The total voltage is simply the voltage of the cells in 
series =■ 1.5 + 1.5 = 3 volts. 
(4) Arrangement of cells for Highest Efficiency. The ef- 
ficiency of a battery is the ratio between the total useful 
power and the total power developed. Since the lost 
power is consumed in the internal resistance of the battery, 
it is clear that the arrangement which will give least 
internal resistance will also give highest efficiency and 
most economical operation. The parallel arrangement is 
the one which gives the smallest possible internal re- 

Isistance. 

ris) Arrongemenl of cells for Maximum Current. It can be 
proven both experimentally and mathematically that 
the best arrangement of cells for obtaining a maximum 
current flow through a given resistance, is that in which 

»the total internal resistance of the battery is equal to the 
external resistance. When cells are thus arranged to give 
maximum current the efficiency will be about 50 per cent. 
2. Secondary or Storage Cells 
(a) Definition. A storage cell (also. called "accumulator" 
and "secondary cell") consists of a positive and a negative 
electrode, immersed in an electrolyte which becomes active, 
only after the passage of an electric current. The electrodes j 



1 
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are of metal or of a metallic compound. When an electric 
current is sent into a secondary cell certain chemical ac- 
tions take place whereby electrical energy is transformed 
into chemical energy. This process is termed "charging." 
After the cell is charged, the action is reversed, chemical 
energy is transformed into electrical energy and the cell is 
capable of delivering an electric current to an outside cir- 
cuit. This is called "discharging." The cell does not store 
electricity. Howe\er, its nature is such that it holds or 
stores the chemical energy ready for instantaneous trans- 
forniation into electrical energy. In commercial cells several 
positive plates are connected in multiple to form one posi- 
tive electrode, and several negative plates are connected 
in multiple to form one negative electrode. The term 
"storage battery" refers to a combination of two or more 
storage cells. 

(J) Principle of operation. The principle of operation of 
the storage cell is the same as that of the primary cell. 
As in the primary cell, the metals when immersed in the 
electrolyte differ appreciably in potential. There is this 
difference, however, that action in the secondary cell will 
not take place until after charging. Thereafter, the chemical 
action maintains the difference of potential until the stored 
energy has been used up. In the primary cell the electrical 
energy is derived by consuming the positive electrode, and 
after this has been used up, it must be replaced. In the 
secondary cell the negative plate is used to a certain ex- 
tent during discharge, but it is replaced electrochemically 
during charge, by the passage of the current through the 
electrolyte in the reverse direction to that of discharge. 
It is theoretically possible to restore the negative electrode 




of a primary cell by sending in current from an outside 

source. However, this process is expensive and not com- 
mercially feasible, 
(c) Types of Storage Cells: 

(i) Lead cells. In lead cells, the positive electrode is of 
lead peroxide, the negative electrode is of spongy lead, 
and the electrolyte is of dilute sulphuric acid. It should 
be noted that within the ceU, on discharge, the current 
passes from the spongy lead to the lead peroxide plate. 
Hence the names positive and negative as applied above, 
refer to the external circuit. 

The chemical action taking place within the lead cell 
is as follows: On being charged, hydrogen is released at 
the negative plate and oxygen at the positive plate. The 
oxygen brings the positive plate to the condition of lead 
peroxide and the hydrogen reduces the oxide in the nega- 
tive plate. On discharge both the negative and the posi- 
tive plates are changed to lead sulphate, and the hydrogen 
liberated combines with oxygen to form water. The 
sulphate which is formed is a white substance. Its con- 
ductivity is exceedingly poor and if too much is al- -^ 
lowed to form at discharge, it may be impossible to re- 
charge the cell. Hence, with the lead cell, care must 
always be taken not to carry the discharge too far. 

There is a large increase in volume when the plates are 
changed to lead sulphate. This will lead to "buckling" 
if discharge is carried too far (in other words, if too 
much of the active material is allowed to change to the 
sulphate). Buckling will result in loss of the active 
material from the supporting plates. These supporting 
plates or grids are always necessary in lead cells, since 
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neither the spongy lead, nor the lead peroxide have suf- 
ficient mechanical strength to stand alone. The supporting 
grids are usually made of lead or of a lead alloy, so that 
they will be able to resist the action of the electrolj^e. 

The voltage of the cell at the end of a charge will vary 
with the age and condition of the plates and the tem- 
perature of the electrolyte. In general it should be about 
2.5 volts. At the end of charge, and on open circuit, the 
voltage will be about 2.05. When discharge is started, 
the voltage drops to 2 volts or a little less, and thereafter 
gradually falls during discharge. The voltage should 
never be allowed to drop below i .8 volts in a lead cell. 

When fully charged, the electrolyte should have a 
specific gravity of from 1.2 to 1.24. On discharge, the 
specific gravity should not be allowed to drop below 1.185. 

Indications of a complete charge are as follows: The 
voltage and specific gravity cease to rise; the gassing and 
boiling of the electrolyte increases materially; the posi- 
tive plates become a darker brown, and the negative 
plates become light gray. 

There are two classes of lead cells, the "Formed" or 
Plants, and the "Pasted" or Faure. 

In the formed type of plates, the active materials ate 
formed by chemical action, directly upon the lead sur- 
faces of the electrodes themselves. In the pasted plates, 
the active materials are mechanically applied, in the 
form of a paste, to surfaces indented and otherwise pre- 
pared to hold them. When put into place, the active 
material hardens. 

In general the pasted plate is considered to be the better 
all-around plate. The formed plates are bulky and more 
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pensive than the pasted plates, but can stand rougher 
land more inexperienced use, and will last longer. Fonned 
:ells are speciaUy adapted for power house work, while 
P-pasted plates are better adapted for vehicle work. 
(2) NicklC'lron-Alkaline cell {Edison cell). In the Edison 
cell the active materials are of nickel and iron. These 
are in the form of nickel hydrate which is the active ma- 
terial of the positive plate, and iron oxide, which composes 
the active material of the negative plate. The electrolyte 
consists of a 21 per cent solution of potassium hydrate 
together with a small amount of lithium hydrate. 

The chemical principle involved is the oxidation and 
reduction of the metals in an electrolyte which does not 
dissolve or combine with the metals or their oxides. 
When first charged, the positive element, nickel hydrate, 
is changed to nickel oxide. Thereafter, it never returns 
to its original form. The iron oxide becomes metallic 
iron. On discharge, some of the oxygen is taken from 
the positive nickel oxide, changing it to another oxide 
of nickel which has less oxygen in it. The negative iron 
is changed to an iron oxide during discharge. When the 
cell is again recharged, nickel oxide and metallic iron are 
again formed. Although the electrolyte, potassium 
hydrate, enters into the chemical action, it is finally re- 
turned to its original state. 

The active element of the positive plate, nickel hydrate, 
I compressed in perforated steel tubes, 45 inches long' 
i inch in diameter. Within each small tube 315 
layers of nickel hydrate are separated by 315 layers of 
oickel flake. The metallic nickel Sake serves as a con- 
ductor of electricity between the steel tubes and the 
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layers of active material. Twenty-one positive tubes 
are secured on a sub-grid by tongues forced over the 
flattened ends of the tubes. The sub-grid is made of 
nickel-plated steel. 

The active element of the negative plate, powdered 
iron oxide, is mixed with a small amount of mercury, 
and loaded into perforated, nickel-plated, steel pockets. 
These are flat and are 2^ inches long, ^ inch wide, and 
^ inch thick. Sixteen of these pockets are placed m 
the interstices of a sub-grid, of the same size, shape, 
and material as the positive sub-grid. 

The sub-grids, both positive and negative, are mounted 
on steel main grids. The number or sub-grids to the 
main grid depends upon the capacity required. The 
sub-grids are secured to the main grids by electrical weld- 
ing. The positive and the negative grids are insulated 
from each other by means of hard rubber insulating 
strips, which are attached to the positive grids. In as- 
sembling, the negative and the positive grids are fastened 
by means of properly insulated bolts, so as to form a 
single structure. They are then placed in the container 
which holds the electrolyte. This container is of s 
inch thick cold-rolled steel and has welded seams. The 
plates are insulated from the container by means of hard- 
rubber pieces. 

The voltage of the Edison cell, at the end of charge is 
about 1.86 volts. On discharge, the voltage falls to about 
1.2 volts, and at the end of charge, if the cell is discharging 
at the normal rate, the voltage drops to i volt- The 
specific gravity of the electrolyte does not change duziagu 
charge or discharge, remaining at i.z. ■■ 
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The Edison cell can be left idle, in a fully charged, 
discharged, or semi-charged, state for an indefinite length 
of time, without deterioration. It is lighter and smaller 
than the same capacity lead cell. It is more rugged, and 
may be subjected to long and repeated overcharge with- 
out injury. This cell is especially well adapted for use 
on shipboard due to the fact that the electrolyte is an 
alkaline solution, as is sea water. Hence flooding of the 
battery tank does not give rise to the evolution of danger- 
ous gases as is the case where lead cells become flooded. 
Edison cells are widely used for train lighting, for electric 
traction, and for submarine work. 
(d) Capacity of storage cells. The unit used for storage cells 
is the "ampere-hour." This is based on the normal rate of 
discharge, which is usually an 8-hour rate. Thus, a 48 
ampere-hour cell will furnish a continuous current of 6 
amperes for 8 hours. If a lead cell is discharged in 4 hours 
instead of 8 hours its capacity will be reduced. That is 
to say, it cannot furnish 12 amperes in 4 hours, or the same 
48 ampere-hour total at the more rapid rate. This is not 
the case with the Edison cell which can be discharged at 
any desired rate without decreasing the capacity. 
{e) Uses of storage batteries. The following table is taken 
from Foster's "Electrical Engineer's Pocketbook" (D. Van 
Nostrand) : 
(i) For propelling electrically driven motor cars. 

(2) For railway train lighting. 

(3) As a substitute for the ordinary primary battery in 

telephone and telegraph work. 

(4) To carry the load peak on a supply system. 

(s) To carry the entire load during the periods of ligb* 
demand, the generating equipment being shut do^ 
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(6) To regulate the load on systems where the demand 

fluctuates widely. 

(7) To act as an equalizer on three-wire systems in which 

the generators are connected across the outsides of 
the system and give a corresponding voltage. 

(8) To reduce the amount of copper required for systems 

suppljdng variable loads. 

(9) To insure continuous service. 

(10) As auxiliaries to exciter dynamos in large alternating- 

current stations. 

(11) Combinations of any of the above from (4) to (8). 



Outline of Lesson 7 — THE ELECTRICAL GENERATOR 

1. DISTINCTION BETWEEH DYNAMO AND GENERATOR. 

2. FUNDAMENTAL PRINCIPLE OF GENERATOR. 

3. DIRECTION OF THE INDUCED CURRENT. 

4. LENZ'S LAW APPLIED TO THE GENERATOR. 

6. ESSENTIALS OF ALL DIRECT-CURRENT GENERATORS: 
(ii) Electrical Circuits; 

ll) Armature winding. 
(2) Field windings. 
(J) Magnetic circuit: 

(1) Field frame or Yoke. 

(2) Pole pieces and pole shoes. 

(3) Air-^ap. 

(4) Armature core. 
(c) Commutator and Brushes. 

6. CONSTRDCTION OF GENERATOR: 
(u) StatiODftTj' parts: 

(1) Field frame or yoke. 

(2) Pole pieces, 

(3) Pole shoes. 

(4) Field windings. 
(G) Brushes. 

(6) Brush holder. 

(7) Brush riggii^. 

(8) Brush bus. 
(9; End bells and bearings. 

(&) Rotating partB : 

(1) Armature core. 

(2) Armature winding : 
Lap winding. 
Wave winding. 

(3) Commutator. 

(4) Shaft. 
(6) Oiling rings. 

(r) Air-gap. 

7. ACTION OF COMMUTATOR. 

8. USE OF MULTI-COILS. 
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9. GENERATOR EXCITATION: 

(a) Separate excitation. 

(b) Self-excited generator: 

(1) Shunt generator. 

(2) Series generator. 

(3) Compound generator: 
Short shunt. 

Long shunt. 

10. GENERATOR CHARACTERISTICS: 

(a) Separately Excited: 

(1) No-load characteristic. 

(2) Speed characteristic. 

(3) Load characteristic. 

(b) Shunt: 

(1) No load characteristic. 

(2) Speed characteristic. 

(3) Load characteristic. 

(c) Series: 

(1) Magnetization curve. 

(2) Load characteristic. 

(d) Compound: 

(1) Cumulative: 
Flat Compoimded. 
Over-compoimded. 

(2) Differentially compounded Generator. 

11. VOLTAGE REGULATION OF GENERATOR. 

12. LOSSES IN GENERATOR: 

(a) Stray Power Losses: 

(1) Iron or Core Loss: 
Eddy Current losses. 
Hysteresis. 

• 

(2) Friction or Mechanical Losses: 
Bearing friction. 

Brush friction. 
Windage. 

(b) Copper Losses: 

(1) Loss in armature winding. 

(2) Loss in field winding. 

(3) Losses in other windings. 
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EFFICIENCY OF GENERATOR: ^M 




{a) Definition. ^H 




lb) HowDetermiiied: ^^^| 




(1) Directly. ^^M 




(2) Indirectly. ^^^^^H 


14. 


AKMATUKE REACTION: ^^^^^^^ 




Definition. ^^^^^^^| 




(A) Neutral plane. ^^^^^H 




(c) mustration of action by use of Vectors. Effects of Brush ^^M 




Shifting. ^H 


1 


(d) Effects of Armature Reaction shown by Flux Diagram. ^^| 


M. 


(e) Methods of Reducing Armature Reaction: ^H 


■ 




P 


(2) Reduction of armature flux by reluctance in its path. ^^| 




(3) Use of saturated pole tips. ^^M 




(4) Eccentric pole shoes. ^^M 


IS. 


COHMUTATION : ^^M 








(b) Electrical Causes of Sparking : ^^^^^^^^| 




(1) Armature Reaction. I^^^^^^H 




(3) Self-induction. ^^^^^^H 




(e) Sparkless Commutation by Shifting Brushes. ^^H 




id) Sparldess Commutation by Use of Interpoles: ^^M 


^ 


(1) Definition of Interpole. ^^M 


■ 


(2) How connected. ^^M 


■ 


(3) Action of Interpole. ^^H 




(e) Resistance Commutation. ^^^^^^H 


16. 


CAPACITY OF GENERATORS: ^^^^^| 








Commutation. -^^^^^^H 




i^^^^^^^^l 




(d) Excessive voltage drop. ^^^^^^^H 


IT. 


THREE- WIRE GENERATOR: ^^^^^| 




(a) Principle of Operation. ^^H 




(6) Advantages of three-wire system over two-wire system: ^^H 


1 


(1) Saving in copper. ^^^| 


H 


(2) Two voltages available. ^^^H 


1 


(c) Allowable unbalancing. ^^^^t 
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^H 18. GENERATOR OPERATION: ^H 


^^^ (a) MeaBuring Instruments necessary. ^^H 


^^B ib) Protective devices. ^^^M 


^^H (c) Shunt Generator Operation: ^^^| 


^^H starting. ^^^^^H 


^^B ^^^^^M 


^^H Shunt Generators in ParaUel. ^^^^^^H 


^^^1 Compound Generators: ^^H^^^^| 


^^H (1) starting and stopping. ^^^^™ 


^^^V (2) Requirements for parallel operation. 


^^^^ (3) Action of equalizer. 


^^^B (4) Throwing compound generator in parallel with another. 


^^V (S) Cutting out compound generator which is in parallel 


^^B with another. 


^H 19. GENERATOR TROUBLES: 


^^K (a) Failure to build up: ^H 




^H (2) Reversed ^^M 


^H (3) Ground in field winding. ^^H 


^^^1 (4) Open circuit ia field or armature. ^^^| 


^^H (6) Brushes not correctly located. ^^H 


^^^1 (!)) Failure to carry load ^^H 


^^H ^^M 


^^^M (2) Broken connection. ^^H 


^^H (c) Excessive sparking: ^^M 


^^H Electrical causes. . ^^H 


^^^V (2) Mechanical causes. ^^H 


^^H (J) Excessive heating: ^^H 


^^H (1) Commutator and brushes. ^^H 


^^V (2) Armature. ^^^M^^H 


^m (3) windings. • ^^^^^1 


^H (4) ^^^^^M 


^B so. GENERATOR TESTS: ^^^^^H 


^^B Short-circuit: ^^^^^^H 


^^^^ (1) Armature winding — Bar-to-Bar test. ^^^^^^^| 


^^B (3) Field winding. ^^^^H 


^^B| ^^^^^^B 


^^m (1) Armature whuUng. ^^^^^M 


^^M Field winding. ^^^^^^H 


^^^ft Open circuit: ^^^^^^^| 


^^H (1) Armature windhig. ^^^^^^B 


^B (3) Field windhig. ^^^^^M 



LESSON 7 — THE ELECTRICAL GENERATOR 

1. Distinction between Dynamo and Generator 

A dynamo is a machine for converting mechanical energy 
into electrical energy or vice versa. A generator is a ma- 
chine for converting mechanical energy into electrical energy. 

2, Fundamental Principle of Generator 
If a conductor cuts lines of force, an e.m.f. will he induced 
in it. If the conductor forms a closed electrical circuit, a 
current will flow. As explained above, under "Electro- 
magnetic Laws," the value of the induced e.m.f. will depend 
upon the strength of the magnetic field, upon the length of 
the conductor, the speed of cutting and the relative direc- 
tion of the field and the conductor. 

3. Direction of the Induced Current 

The direction of the induced current depends upon the 
direction of the magnetic field and the direction in which 
the conductor cuts the field. The relationship existing can 
be remembered by means of the right-hand rule explained 
above. 

4. Lenz's Law Applied to the Generator 

The more the current drawn from a generator, the harder 
it is to turn it. According to Lenz's Law, as stated above, 
whenever an e.m.f. is induced by cutting of lines of force 
and current flows, the magnetic field due to this current 
will react upon the original field in such a manner as to 
167 
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tend to stop the motion. (Fig. 4.) This explains why it is 
harder to turn the generator when current is flowing, than 
when the external circuit is open. In the former case, the 
magnetic field due to the current flow reacts upon the ex 
citing field in such a way as to tend to prevent rotatioi 
and this reaction becomes greater and greater as mow 
current is drawn from the generator, since greater curren 
also means an increased magnetic field due to the current 

6. Essentials of all Direct-Current Generators 

(a) Electrical circuits: 

(i) Armature winding. Conductors which cut flux. 

(2) Field windings. These furnish the electrical mean 

of obtaining the magnetic field. 
(6) Magnetic circuit. (Purpose of these parts will be ej 
plained in paragraph on construction.) 

(i) Field Frame or Yoke. 

(2) Pole Pieces and Pole Shoes. 

(3) Air- Gap. 

(4) Armature Core. 

(c) Commutator and Brushes. 

6. Construction of Generator 

(a) Stationary parts: 
(i) Field fram^ or Yoke. This acts as a supporting frame 
for the entire machine, in addition to being a part of th( 
magnetic circuit. The field frame may be of cast iroi 
or of cast steel. The cast-iron frame is cheaper in first 
cost, but the use of cast steel will result in a lighter anc 
more efficient machine, since the permeability of casi 
steel is higher than cast iron and hence less material wil 
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'Tje necessarj- and also less ampere-turns in order to g( 
the same magnetic field strength. In modern generators, 
a circular frame is used. la small machines, the frame 
is made in one piece, white in large generators, it is usually 
made in two pieces, which are bolted together. This 
allows the upper part to be lifted off, thus facilitating 
the removal of the armature. 

(2) Pole pieces. These support the field windings and 
form a part of the magnetic path. They are sometimes 
cast in one piece with the field frame, in which case they; 
may be of cast iron or of cast steel. In most cases, how- 
ever, they are made separately of wrought iron or soft 
steel, and are bolted or welded to the field frame. They 
are often referred to as Magnet Cores. They are mads 
solid in some cases, while in others they are made 0^ 
thin punchings or laminations, which are insulated front 
each other by means of JapEin, varnish, shellac, or simply 
rust. Small machines are sometimes made with two poles 
(Bipolar) but all others have a number of poles (Multi- 
polar). The use of multipoies results in a lighter machine, 
and incidentally there is a saving of field copper and a; 
reduction in sparking. If there are too many poles, how- 
ever, there will be excessive leakage flux between the poles. 
{3) Pole shoes. These are sometimes called pole pieces, 
but should not be confqsed with the core itself. The shoes 
flare out beyond the pole, and thus give a uniformly 
distributed magnetic field. They are usually a part of 
the magnet core, although they may be made separately-! 
.d bolted to the core. Eddy currents are often induced] 
[In the face of the shoes by the rotation of the slotti 
Unnature core. These currents result from the variati< 
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in flux density as first the tooth and then the slot pass 
under the shoe. Laminating the pole shoes reduces these 
eddy currents. 

(4) Field windings. An exciting current, passing through 
the field windings or field coils, furnishes the necessary 
magnetic field. The field coils are connected in series 
and are wound in such a way that adjacent poles will be 
of opposite polarity. The coils are made of copper and 
are rectangular in shape. For low current values they 
are made of wire, while for heavy currents they are of 
ribbon, straps or bars. The field windings are usually 
held in place by the pole shoes, although in some cases 
special supports are provided. Shunt coils (par. 9 (b) (i)) 
are usually made of insulated copper wire, wound on in- 
sulated shells, and then taped and saturated with insulat- 
ing compound. Series coils (par. 9 (6) (2)) are generally 
made of bare copper strap and the turns, which are edge 
wound, have air spaces between them and are separated 
by asbestos ribbon. In some cases the series coils are 
wound on top of the shunt coils, with suitable ventilation 
spaces between; in other cases they are separated from 
each otherj thus giving better ventilation. Ventilation 
spaces are usually provided between the coils and the 
magnet core. Proper ventilation and means of heat dissi- 
pation are essential if low temperatures are to be main- 
tained. Interpole windings carry the same currents as 
series windings and are usually made and wound like 
them. 

(s) Bmshes. The brushes rest on the rotating com- 
mutator and collect the current from it. They are made 
of compressed powdered coke and graphite. The graphite 
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aids the lubrication. The brushes can be obtained with 
varying degrees of hardness to suit conditions. In special 
generators, such as the low-voltage, high-current ma- 
chines used for electro-plating, copper gauze or copper 
leaf brushes are used. In medium size and larger gen- 
erators the brushes are placed side by side, in sets. This 
method of construction not only provides the necessary 
crosj -sectional contact area for carrying the current 
(about 40 amperes per square inch) but it also gives greater 
flexibility than a single brush could give, more even wear 
on the commutator, and greater ease of repair. Brushes 
are usually set at a small angle to Ihe commutator which 
in most cases rotates in the same direction as the slant 
of the brush. In the case of railway motors, the brushes 
are set radially. By widening the brush, the time of 
commutation can be increased, but the width is limited 
due to the fact that too wide a brush will short-circuit 
too many armature coils and will result in a high e.m.f. 
of self-induction and increased sparking. A small braided 
flexible copper conductor, called a "pig-tail" connects the 
brush, electrically, to the brush holder. When the pig- 
tail is soldered to the brush, the upper half is copper- 
plated. Sometimes the pig-tail is bolted to the brush. 
It is usually bolted to the brush holder. 
(6) Brush holder. In some types of holder, the brush is 
free to move up and down in a sort of a box arrange- 
ment and an adjustable spring holds it down on the 
commutator with a fixed pressure. This is usually about 
1.5 pounds per square inch of contact area. In some 
cases spiral springs are used, while in others the springs 
are flat. In certain brush holders, the brush is clamped 
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rigidly to a support which is itself pivoted. There are 
various other types of brush holders. In general the 
brush which is free to move up and down is preferable, 
especially for high-speed machines. 
{7) Brush rigging. This includes the brush studs, which 
carry the brush holders, the brush yoke and other ap- 
paratus used for shifting the brushes. The brush yoke 
carries the brush studs on it, but it is suitably insulated 
from them. In genera!, it consists of two rings connected 
by radial cross arms, with the larger diameter ring fitted 
accurately into a groove in the field frame and with 
means provided for shifting all the brushes at once, if so 
desired. The brush yoke is usually moved, in large 
machines, by turning a large handwheel, which operates 
through gearing. Of course, in modern interpole gen- 
erators, it is not necessary to shift the brushes and in this 
case, the shifting device may be omitted. 

(8) Brush btis. Two heavy rings of copper, called brush 
buses, carry the load current, and all the positive brush 
studs are connected to one, while all the negative studs 
are connected to the other. Flexible cables are soldered 
to the brush buses and these lead to a terminal board 
which is fastened to the field frame. 

(9) End bells and bearings. In small generators, end bells, 
or as they are sometimes called, end frames, are bolted to 
the field frame and these carry the bearings. On larger 
generators, the bearings are usually placed in separate 
pedestals. Sometimes only the bearing pedestal on the 
commutator side is made separate, while the other ped- 
estal is cast in one piece with the field frame. In large 
machines, the field frame and (he bearing pedestals are 
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usually firmly bolted to a cast-iron bed-plate. The bolts 
pass through lugs cast on the sides of the field frame. 
(6) Rotating parts: 
(i) Armature core. The drum type armature core is the 
modem commercial type. In this armature, the wind- 
ings all lie on the outside face of the core. In the older 
ring type of core, the windings were partly on the out- 
side face of the core, and partly within the ring. Thus, 
one-half the windings served no useful purpose, since the 
windings inside the ring cut no flux, and moreover there 
was doubled copper loss in the armature. 

The older armatures were of the smooth core type. That 
is to say, the conductors were laid on the smooth face 
of the core and held in place with binding wires. Prac- ' 
tically all modern generators, with the exception of certain 
special machines, are now made with slotted armature 
cores. The conductors are laid in the slots, thus being 
protected from injury, and they are also thus held more 
securely in place. Slotting the armature core resulted in 
reduced air-gap and hence lower reluctance in the magnetic 
circuit. 

There are three types of slots; open, semi-enclosed, 
and closed. The first two are the only ones used in d.c. 
work, the open slot being the one most commonly em- 
ployed. The open slot is easy to wind and form-wound 
coils can be used. It has an added advantage of giving a 
lower e.m.f. of self-induction in the short-circuited coils, 
than the semi-enclosed slot. However, it has a greater 
magnetic reluctance than the semi-enclosed slot, and it 
jdoes not protect the windings as well. 

The armature core is always laminated, at right angles 



to the shaft, in order to reduce the eddy-current loss. 
Since it serves to form a part of the magnetic circuit, 
as well as to hold the conductors in place, it must be 
made of wrought iron or of soft electrical steel. 

Radial ducts are provided in the armature core for the 
purpose of ventilation. Steel spacing pieces hold the 
laminations apart to form these ducts. The rotation of 
the armature aids the ventilation, since it forces the air 
up through the ventilating ducts and thence through 
the overhanging ends of the armature coils. 

In small armatures, the laminations are punched in 
one piece, and are keyed directly to the shaft. End 
flanges and bolts are used to hold the laminations in place. 
In large armatures, the core consists of built-up segments, 
carried on an iron spider. The spider consists of spokes, 
to which the armature segments are attached, and a 
hub, which is pressed and keyed onto the shaft. This 
method of construction results in a saving of material, 
and a lighter machine. 

(2) Armature winding. An e.m.f. is induced in the ar- 
mature winding, when it cuts lines of force. In small 
generators the armature windings are made of copper 
wire, while in machines having a large current output,/ 
copper bars are usually used. In practically all direct-y 
current armatures, the windings form a closed circuit. A 
number of separate interchangeable coils are connected 
together to form a continuous winding. Each coil con- 
sists of several turns of conductor, insulated separately 
by means of insulated hnen tape, compound, or var- 
nished cloth or paper. The coil itself is wrapped with 
several layers of insulating tape, and is then impregnated 
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with damp-proof varnish. The slots are lined with micEj 
fiber, or other insulating material, before the coils are 
placed in them. The ends of the armature core are also 
insulated so that the coils cannot ground there. In small 
generators the armature coils are usually placed in open 
slots and are secured by means of "binding" or "band- 
ing" wires, which are wound around the core. These 
wires are of tinned steel, phosphor bronze, or brass. They 
are insulated from the armature core, and usually the 
laminations are grooved for them, so that the tinished 
armature will have an even surface. In large machines 
the conductors are held in place by wedges. These are 
usually of fiber or wood, although brass wedges are 
sometimes used. The wedges are driven into the top of 
the slot. 

The leads which are brought out from the armature 
coils are soldered into a neck in the lugs of the commutator 
bars. There are two methods of connecting up the wind- 
ings to the commutator bars. In one method, the ar- 
mature is said to be Lap wound (sometimes called 
"parallel" or "multiple" wound). In the other method, 
the armature is called Wave wound (also called "two-cir- 
cuit" or "series" wound). 

In the elementary form of lap winding, the method of 
connection to commutator bars is as follows: One side 
of a coil is connected to a commutator bar, and the other 
side of the coil, which is located i8o electrical degrees ' 
away, approximately, has its end connection brought 
back (whence the name lap) and soldered to the next 

' Note. — The distance from the center of a north pole to the center of 
the adjacent south pole constitutes 1 80 electrical degrees. 
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adjacent commutator bar. This method of overlapping 
the ends is continued all the way around the armature, 
until all the slots have been filled, and the circuit has 
closed on itself. The coils must all be symmetrical. This 
means that if there is a forward throw of a certain num- 
ber of slots on the first coil, all the other coils must have 
the same forward throw. In like manner all the retum 
throws must be the same. In the lap-wound generator, 
there are as many paths for the current as there are 
poles. Hence the name parallel or multiple winding, 
This necessitates the use of as many sets of brushes as 
there are poles. An increased number of paths in parallel 
means increased current capacity. 

In a wave winding, the two sides of a coil are located 
180 electrical degrees apart, as in the lap winding, but 
instead of having the second side of the coil connect to 
an adjacent commutator segment, as in the lap winding, 
it connects to a commutator bar located 360 electrical 
degrees from the first bar. In this winding there are 
only two paths for the current, all the coils in each path 
being in series, whence the name series winding. For 
this reason only two sets of brushes are necessaryj al- 
though in larger machines, as many sets of brushes as 
there are poles are often provided, since this gives greater 
brush area and better commutation. The name wave 
winding is derived from the appearance of the end leads, 
which progress around the armature in a sort of a wave 
form. Since there are more coils in series in a wave 
winding than in a lap winding, the wave winding gives a 
higher voltage. 

In the case of two identical four-pole machines, 
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lone lap wound and the other wave wound, the lap-wound 
■machine will give only one-half the voltage of the wave 
Iwound. but it will have double the current-carrying ca- 

lacity. Of course the output of the two machines will be 
ifidentical. For small direct- current machines, the wave 

rinding is cheaper and is more often used. Figures 37 

ind 38 show a way in ^ ^ _, 

■' Binding .Laminated „ ,., .. „ ., 

which it is often pos- w/r<-/..; ■••Core ...-;y-^'%'X3 °"'^' 
sible to tell a wave- Jfe^:^=?N^^.;=^°'"'"'"'''^^ 

wound armature 
from a lap-wound 
one. 
■(3) Commulat 
HThis is in reality an 
external reversing 

switch. It changes the connections of the armature coils, 
with the line, every time the current reverses in the 
coils and in this way the current on the line is always kept 
in one direction. The action of the commutator will be 
.-£ncs Sl'^pe <!^ Same Angk explained in greater detaU 

in paragraph 7. The com- 
mutator is made up of 
hard-drawn copper bars, 
insulated from each other 
38. — Wave-wound armature showing and from the steel bush- 
ends Bloping at same ungle. • !_■ I_ .1 

•^ * ^ mg on which they are 

Bsembled, by means of molded mica segments. In 

mailer commutators, a slotted neck is provided, in one 

ftpiece with the bar, for fastening the armature leads. 

1 the larger sizes, this neck is brazed to the bar. Wedge 

Mings fit into the "V shaped grooves cut in the bottom 
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of the commutator bars and these are clamped tightly 
in place by means of Clomping Rings or Clamping Bolls. 
In some cases, the commutator is carried on an extension 
of the armature spider, while in others it is mounted on 
the armature shaft. The steel bushing, on which the 
bars are assembled, is pressed on the machined seat pi&> 
vided for it on the spider or shaft. The commutator is 
the weakest part of the generator, both electrically and 
mechanically. The majority of generator troubles take 
place at this point and these will be explained in detail 
in a later paragraph. 

{4) Shajt. The shaft is usually made of forged steel 
accurately machined to size. Where the spider con- 
struction is used, the hub of the spider is pressed or shrunk 
on the shaft and in addition is keyed on. 
(5) Oiling rings. These are for the purpose of automati- 
cally feeding oil up into the bearings. The rings rest \ 
loosely on the shaft. One ring is provided for each bear- I 
ing. The rotation of the shaft causes the rings to rotate. 
The lower ends of the rings dip into oil wells and thus 
oil is constantly being carried up onto the shaft and 
bearings, 
(c) Air-gap. The air-gap is mechanically necessary in order 
to give clearance between the rotating parts and the sta- 
tionary parts of the generator. Of course, a stiff magnetic 
field is necessary to give satisfactory generator operation. 



7. Action of Commutator 

The commutator acts as a mechanical rectifying device, 
There is alternating current in the armature coils, since 
when the conductor cuts flux under a north pole, the in- 
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duced e.m.f. acts in one direction, while when the conductoi 
cuts flux under the south pole, the e.m.f. acts in the reverse 
direction. However, when the current is taken off the 
commutator by the brushes, the current is direct, or uni- 
directional. The way in which the commutator delivers'd 
direct current to the line can best be explained by using a | 
two-segment commutator and single-coil armature, as an I 
example. Such a generator could not be used commercially, I 
but for the purpose of explaining the fundamental prin- 
ciples it is simpler and clearer than a multi-segment com- I 
mutator. The action, however, is exactly the same, whether 1 




Fig. 39. — Action of commutator illustrated by two-segment commutatoi 
Coil a is shown cutting upwards tlirough the magnetic field. 



there are few or many commutator bars. In the diagrams, I 
one side of the coil, a, and one of the commutator segments, j 
are shown in heavy lines, while the other side of the coil, 1 
b, and the other segment, are drawn with light lines. Iii'l 
Fig. 39, a is cutting upwards through the magnetic field 
and b is cutting downwards (clockwise rotation). Conse- 
quently, according to the right-hand rule, the current is 
flowing away from the brush in a and towards the brush in 
b. Figure 40 shows the same coil after it has turned half 
a revolution. The heavy side a is now cutting down through 
th;e field and hence the current in it is flowing towards tho J 
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brush instead of away. In like manner, b is now cutting 
upwards through the flux, and hence the current is flowing 
away from the brush instead of towards it. In other words, 
as the sides of the coil have passed from one pole to the next, 
the current direction has reversed in them. However, the 
commutator segments have revolved with the coil, and the 
heavy line segment, which was touching brush N, in Fig. 39, 
is touching brush P in Fig. 40. Thus the commutator has 
reversed the connection from the negative brush to the 
positive brush, as the current in coil side a has changed from 




Fig. 40. — Illustration of action of commutator. Coil a has now passed 
through half a revolution and is shown cutting down through the field. Note 
that heavy commutator segment in this case touches positive brush. 

negative to positive direction. By this means, positive di- 
rection current is always kept connected to the positive 

brush. 

8. Use of Multi-coils 

In the single coil described in paragraph 7, the current 
obtained would be direct, but it would not be contin uo us .- 
The reason for this is as follows: When the coil iscuran 
lines of force at right angles, the maximum e.m.f. is inducei* 
As the coil rotates, the angle of cutting becomes less ai^ 
less and the induced voltage becomes corresponding 
smaller until finally when the coil moves parallel to the linji 
of force and cuts no flux, the e.m.f. becomes zero. Tl 
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^Vcan be seen, that although the current in a. Fig. 39, is afl 
^Saximum in one direction and in the next ftgure has at-M 
tained a maximum in the reverse direction, nevertheless,* 
the current had gradually decreasing values until it reachedfl 
zero, when a was halfway between the poles and than 
gradually increasing values until it reached the position 
shown in Fig, 40. The e.m.f. is induced in pulses or waves 
and the action of the commutator in no way remedies this. 
The commutator simply serves to send all these waves out 
on the line in the same direction, but nevertheless the 
current is continually passing through a series of values from 
zero to maximum and back to zero again. If an electric 
lamp were connected in such a circuit, it would become bright 
for an instant, then would dim down, and would continually 
flicker in this manner. In the same way, it would be im- 
practicable to operate any electrical apparatus with such a 
current. The remedy for this trouble lies in the use of 
multi or many armature coils. The use of multi-coils has 
the effect of smoothing out the pulses of current into one 
continuous current. This is accomplished, due to the fact 
that although several coils may not be cutting any flux, 
still a large number will be cutting flux and there will always 
be some coils cutting tines of force at right angles. These 
coils are all connected in series to form a closed circuit 
B par. 6 (6) (2)) and thus a higher voltage is obtained in | 
lition to a steady direct current. 1 

9. Generator Excitation 
^Separate excitation. In the separately excited generator, 
6 current for producing the magnetic field is obtained from 
some source external to the generator itself. This source is 
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either another generator or else a storage battery. This 
type of excitation is mainly used in special generators such 
as those used for battery charging, electroplating and testing. 
(b) Self-excited. Generators which depend on their own 
current for their field excitation must "build up" their 
magnetic field and hence their voltage, gradually. In order 
to build up, they depend upon the Residual Magnetism 
present in the iron of the poles, in order to get a start. When 
the armature first cuts the residual field, a small e.m.f. is 
induced and this sends a small current through the field 
windings. This increases the field strength by a small 
amount, with the result that a sUghtly larger e.m.f. is in- 
duced, and hence more current is sent through the field 
windings. This process of "building up" continues until 
the full voltage is attained. If the field connections should 
be reversed, the small current flowing through the field 
windings would give a magnetic field tending to kill the 
residual magnetism and hence the generator would not 
build up. Even if this current in the field windings were 
sufficient to reverse the original polarity, the machine would 
not build up, for in that case, the current in the armature 
windings would also reverse {since there is a fixed relation 
between polarity and direction of rotation) with the result 
that the field current would again give a magnetic field 
tending to oppose the new polarity. Hence, with a given 
direction of rotation, the field connection must be made so 
that the current will flow in a certain direction only. If 
the residual magnetism should be reversed, through any 
cause, the machine would then build up in the reverse 
direction. 

The e.m.f. attained by any generator increases directly 
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with increase in field strength, increase in number of useful 
conductors in series, and increase in speed. 
There are three classes of self -excited generators: 
(i) Shunt generator. In this type (Fig. 41) the field wind- 
ing is shunted across the armature terminals. Voltage con- 
trol is usually efi'ected ■ j- 

by means of a regu- 
lating resistance (rheo- 
stat) placed in series 
with the shunt field. 
The resistance of the 
shunt winding is made 
such, that only a small 
percentage of the load 
current flows through it. 
Consequently, this 
winding can be of comparatively fine size wire, but a 
large number of turns are necessary to get the required 
ampere- turns. 

(a) Series generator. In this type, the exciting winding 
is connected in series with the arma- 
ture and the load (Fig. 42) and in 
consequence it carries the full-load 
current and must therefore be made 
of large size wire. At the present 
time, the series generator has no 
gram of a series generator, commercial importance but its char- 
acteristics are explained, since a clear understanding of 
them will aid in understanding the action of the com- 
pound generator. The series generator was formerly used 
extensively as a constant-current machine for arc lighting. 
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To Load <' 
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hunt generator. 
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It was necessary to pracdcally short-circuit the machine 
in order to get it to build up and a ^)ecial device was pro- 
vided for this purpose. The voltage was regulated by 

means of a resistance 
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shunted across a part 
of the field. The gener- 
ator supplied current 
to a number of lamps 
in series and when one 
lamp was cut out and 
the resistance of the 

Fig. 43. — Elementary diagnun of a short-shunt external circuit thus 

compound-wound generator. lowered, increased cur- 

rent tended to flow. This operated a solenoid in series in the 
circuit which thus moved the rheostat arm in such a direc- 
tion as to decrease its resistance, in this manner shunting 
more of the current away from the series field, and pre- 
venting a rise of e.m.f. 



(3) Compound generator. 
The compound generator 
has both a shunt winding 
and a series winding. 
These may be connected ^ 
either *' short shunt" as 
Fig. 43, or "long 




^* Series 
.Winding 
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^Shunf 
Winding 



^ArrrKtfure 



To Load'^i 



^ 



shunt " (Fig. 44) . There ^^^' 44- — Elementary diagram of a long- 
, „ , . , shunt compound- wound generator. 

is practically no electrical 

difference between these two methods of connection. The 
short shunt has a slightly higher voltage across the shunt 
field, since in the long shunt there is a small voltage drop 
across the series winding. The shunt winding consists 
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of many turns of fine wire, while the series winding con- 
sists of a few turns of heavy wire. 



10. Generator Characteristics 
(a) Separately Excited. The separately excited generator is 
of especial value for use where a reversed magnetic field 
would be extremely undesirable. 

(i) No4oad characieristic. This is obtained by running 




Field Amps. 
Fig. 45. — No-ioad characteristic of separately excited generatOT. 

the generator at constant rated speed and no load, and 
varying the field current from zero to a maximum value, 
and taking readings of the terminal voltage. If these 
voltage readings are plotted against the corresponding, 
values of field current, a curve such as shown in Fig. 45 
will be obtained. In order to have zero voltage at the 
start, with zero field current, it is necessary to "kill" the 
residual magnetism by flashing current through the 
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field winding in the wrong direction for just an instant 
The curve obtained shows the relation between the 
magnetizing current and the resulting flux and corre- 
sponds to a Magneiizaiian Curve of the iron in the poles. 
It will be noted that there is a rapid increase in voltage 
(corresponding to similar increase in flux) at first. As 
the exciting current is increased more and more, the in- 
crease in voltage is not proportionally as great and finally 
a point is reached where, no matter how much the ex- 
citation is increased, there will be no rise in voltage. 
This illustrates the "Saturation" of the magnetic circuit, 
which will not permit the crowding in of more than a 
certain number of lines of force. This number, of course, 
depends on the material forming the magnetic path. If 
the field excitation is reduced, and the terminal voltage 
again read and plotted as before, it will be found that 
this curve lies higher than the first. This is due to the 
hysteresis of the iron. The iron apparently offers a 
certain resistance to having its magnetism changed. 
When the zero value of field current is again reached, 
there will be a small e.m.f., due to the residual magnetism. 

(2) Speed characleristic. If the generator is run at no 
load and readings are taken of the terminal e.m.f. at 
various speeds, it will be found that the voltage increases 
directly with the speed, so long as the flux is kept constant. 

(3) Load characleristic. Fig. 46, This is obtained by 
running the generator at constant speed. The field ex- 
citation is adjusted to give rated voltage at no load, Mid 
the field current is then kept constant at that value. The 
load is then varied from no load to about 150 per coit 
overload. Simultaneous readings are taken of armature 
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current and terminal voltage and these are plotted as ^M 
shown in Fig. 46, The curve shows that there is a gradual ^| 
decrease in terminal voltage, as the load increases. This ^M 
is partly due to increased voltage drop in the armature ^| 
winding as the current increases, and partly to the in- ^M 
crease of armature reaction, which tends to weaken the ^M 
field. (See par. 14.) H 
(b) Shunt: H 
(i) No-load characlerislic. This is obtained in the same ^^1 
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and the upper part which is practically a straight line. 
In commercial generators, it is usual to excite the field 
above the bend in the no-load curve in order to get a 
more stable condition as regards voltage. A generator 
which is operated at an excitation above the "knee" 
of the curve, will not show great change in voltage if 
there is a slight change in exciting current. The reverse 




Load Amps. 
Fia. 46 (o). — Load characteristic curve of a shunt generator. 

is true in the case of a generator operated at an excitation 
below the "knee." 

(z) Speed ckaracterisUc. This is determined in the same 
manner as for the separately excited generator and the 
same results are obtained. 

(3) Load chaTacteristic, Figure 46 {a). The method of ob- 
taining this characteristic is the same as for the sepa- 
rately excited generator. It will be found that the voltage 
drops with increase of load, but the drop is greater in the 
case of the shunt than in the case of the separately ex- 
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cited generator. There are three reasons for the voltage 
drop with increased load. These will be explained in de- 
tail. An increase of load, when referring to a generator, 
means a reduction of the resistance of the external circuit. 

The voltage induced in the armature winding of a 
generator is higher than that at the terminals. This is 
due to the fact that the armature winding has resistance. 
The brushes, brush contacts, leads, and other parts of 
the internal circuit have resistance also. Wherever there 
is resistance, there will be voltage drop, if current flows. 
In accordance with Ohm's Law, this voltage drop will 
increase with increase of current. Hence, when load in- 
creases on a generator (that is, when the resistance of the 
external circuit is reduced), more current will flow from 
the armature winding. This will then result in an in- 
increased voltage drop in the internal circuit of the gen- 
erator. From this it can be seen that even if the voltage 
induced in the armature winding should remain the same 
with increased load, still the terminal voltage would drop 
lower and lower, due to the increased drop as the current 
increased. 

Armature reaction increases with increased load and the 
result of this is a weakening of the magnetic field. (See 
paragraph 14.) This in turn results in a lower induced 
voltage in the armature windings, and consequently a 
lower terminal voltage. 

The above causes of voltage drop in a shunt generator 
with increased load, together combine to effect a third 
cause of voltage drop. Since the shunt winding is shunted 
across the generator terminals, the amount of current 
flowing through it will depend upon its resistance (or to 
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be more exact, the resistance of tbe shunt arcuit) and 
upon the voltage applied to it. If the resistance is left 
unchanged, and there is a drop in voltage, there will be a 
corresponding drop in current. This is exactly what 
happens when the terminal voltage of the generator falls, 
due to the two reasons mentioned above. When this 
occurs, and the exciting current is reduced, there will be 
a still further reduction of the strength of the magnetic 
field. This will again mean lower induced voltage in the 
armature winding and hence lower terminal voltage. 
If the load is gradually increased, and the windings 
are large enough to carry the overload without undue 
heating, a point will be reached where the current flow- 
ing from the generator will become less, instead of greater, 
as the resistance of the external circuit is reduced. This is 
caused by the fact that at this point the three causes 
of voltage drop mentioned above, result in a lowering 
of the terminal voltage at a proportionately greater rate 
than the reduction of resistance in the external circuit. 
After this point has been reached, still further reduction 
in the external circuit resistance results in rapidly in- 
creased voltage drop accompanied by decreasing current. 
Finally, when a dead short- circuit is placed across the 
generator, the voltage drops to zero. It should not be 
inferred from this that it is safe to short-circuit every 
shunt generator in this manner. In the larger machines, 
it is probable that the current-carrying capacity of the 
armature conductors will be exceeded before the point 
of current decrease is reached, 
(c) Series Generator: 
(i) Magnelizaiion curve. In order to obtain the mag- 
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netizatioD characteristic of a series generator, it is nec- 
essary to separately excite the field. The test is then run 
in the same way as in the case of the separately excited 
generator, and with practically the same results. 
(2) Load ckaraclerislic (Fig. 47). As stated above, it is 
necessary to reduce the external resistance of a series 
generator to a very low value in order to get it to build 
up. The value of the external resistance at which the 


1 
1 


















































































r^n'r 




















r 


.£ir- 


II- 


— 


_^ 














^ 
































~ 


— 


,^ 










/ 


/ 


























// 




























f 




























1 






























1 






































































. 




3cF 


wiL 


^ 




-J 




-W^ 


e 




A 


r^i" 






' n-p 










Fio. 

generator 
"critical" 
characteris 
series gene 
does not r 
a voltage c 
and also c 
flows from 
field windi 


Load Amps. 

47. — Characteristic curves of a series general 

starts to build up is sometimes 
resistance. It will be noticed th 
tic or "external characteristic" 
rator resembles the magnetization 
'ach as high a voltage however, si 
rop due to the resistance of armatu 
ue to armature reaction. The cu 
the armature must also flow t 
ng, which is in series with the an 


called the 
t the load 
urve of a 
curve. It 
ice there is 
re and field 
rent which 
"irough the 
nature and 



192 PRACTICAL ELECTRICAL • ENGINEERING 

the load. At first, the increase oi* voltage with increased 
load is very rapid, but as saturation of the magnetic 
circuit is reached, the voltage no longer rises, even thou^ 
the exdting current and the load increase. Finally, 
with increased load, the voltage drops excessively, due 
mainly to greatly increased armature reaction, but also 
to increased drop in armature and field winding. If the 
resistance of the armature and the field be measured 
and multiplied by the current for various values of load, 
a straight line can be plotted to the same scale as the 
load characteristic curve and this will represent the 
armature and field drop. By adding these values to the 
"external characteristic" curve, a curve called the "in- 
ternal" characteristic curve of the series generator is 
obtained. The difference between this cur\^e and the 
magnetization curve will show the voltage drop due to 
armature reaction. 
(d) Compound Generator: 
(i) Cumulative. The cumulative compound generator is 
far more important commercially than either the shunt 
or the series generators. Since the series generator shows 
an increasing voltage with load, and the shunt generator 
a slightly falling voltage with increased load, the two 
are combined in the compound generator to give a fairly 
constant voltage under var5dng conditions of load. In 
the cumulatively compounded generator, the series and 
shunt fields are wound to aid each other. That is to say, 
if the shunt winding tends to make a pole a north pole, 
the series winding will also be woimd in such a direction 
to give north polarity. The number of turns in the series 
winding will determine the degree of compounding. The 
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entire load current does not flow through the series ^H 
winding, but a portion is always shunted through a re- ^H 
sistance called a "series skunl." This may be variable, ^H 
although it is usually a fixed resistance. It usually con- ^^| 
sists of german silver or iron grids, located on the frame ^^| 
of the machine. The necessary amount of this resistance ^H 
is usually adjusted at the factory. With a high-resistance ^H 
series shunt, most of the current will flow through the ^| 
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generators. ^^M 

series field and a rise in voltage will follow an increase ^H 
of load. By reducing the resistance of the series shunt, ^H 
more current will flow through it, and hence less through ^| 
the series winding. Hence the amount of compounding ^H 
will be less and by proper adjustment, the voltage at 
full load may be made the same as at no load. 

A generator which has the same voltage at full load 
as at no load, is said to be "Flat Compounded" {Fig. 48). 
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It is impossible to keep the voltage absolutely constant 
through all values of load current and there is usually a 
slight rise in voltage for intermediate loads between no load 
and full load. This is due to the fact that the flux does not 
increase in exactly the same ratio with the increase of 
exciting current. In some generators, it is possible to 
have a voltage drop at intermediate loads. The flat 
compounded generator should be used in cases where the 
load is located near the generator. In this case, the 
voltage drop in the line is negligible and so the voltage at 
the load will be practically constant. 

An "Over- Compounded" generator is one which has a 
higher voltage at full load than at no load. The amount 
of over- compounding should be sufficient to take care of 
the voltage drop in the line. This generator is used where 
the load is at a distance from the machine and there is 
a considerable voltage drop in the line. This voltage 
drop increases as the load increases, but if the machine is 
over-compounded to the proper degree, the voltage at 
the terminals of the generator will rise with increased 
load, while the voltage at the end of the line (at the load) 
will remain nearly constant. This type of generator is 
the most common type of compound generator. It is 
possible to have too few turns on the series winding, and 
thus to have a generator, which shows a drop in voltage 
with increasing load. Such an "under-compounded" 
machine would have no advantage over a shunt generator 
and so it is not used. 

(2) DiJferenliaUy-coTnpounded Generator (Fig. 48 (a)). In 
this type, the series winding opposes the shunt winding. 
Thus if the shunt winding tends to produce north po- 
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larity, the series winding would tend to kill the field and 
produce south polarity. This generator is not of great 
commercial importance since it is only used for special 
purposes. It is used in automobUes for charging bat- 
teries. In this case, if the speed becomes excessive, there 
is a momentary increase of current, but this current in 
flowing through the series winding weakens the magnetic 
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Fig. 48 (d). — Load characteristic curve 
generator. 



1 differentially compounded 



field to such an extent that there is a great reduction in 
voltage and hence in the current. In this way, it is pos- 
sible to prevent the batteries from being charged at too 
rapid a rate. If a generator is run at constant speed and 
shows full voltage at no load but shows a great drop in 
voltage as soon as an attempt is made to put a load on 
it, this is a pretty sure sign that it is differentially com- 
pounded. 
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11. Voltage Regulation of Generator 

This refers to the change in terminal voltage occurring 
between zero load and full rated load and at temperature 
attained under normal operation. Regulation is usually 
expressed as a percentage. Thus *' percentage voltage regu- 
lation" is the difference between no-load and full-load 
voltages taken as a per cent of the full load voltage. Ex- 
pressed as a formula, this is 
^ , . No-load voltage — full-load voltac:e 

^'^^'^^^ FuU-load voltage ^ ^°°- 

equation (23) 

The lower the percentage voltage regulation of a generator, 
the more nearly constant is its terminal voltage. Of course, 
this refers to changes in voltage corresponding to gradual 
changes in load, and does not refer to large momentary 
fluctuations in voltage accompanying rapid load changes. 

12. Losses in Generator 

(a) Stray Power Losses: 
(i) Iron or Core loss. The losses of energy occurring in 
the iron are of two classes and are due to Eddy Cxirrents 
and Hysteresis. 

Eddy-current losses are due to the eddy currents, sometimes 
called Foucault currents, which circulate in the armature 
core. These serve no useful purpose and finally the 
electrical energy present is converted into heat. The iron 
armature core is a conductor of electricity and it cuts a 
magnetic field, just as the copper conductors cut the 
field. In so doing, e.m.f.'s are induced, which cause the 
eddy currents to circulate through the core. By laminat- 
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ing the annature core parallel to the direction of rota- 
tion (that is, perpendicular to the axis of rotation), the 
eddy currents are subdivided into a number of very small 
currents circulating in each thin disk. Assuming that 
the resistance to the eddy-current flow is approximately 
the same with an increased number of laminations, then 
the loss will be greatly reduced by subdividing the cur- 
rent, since loss in watts equals current squared times re- 
sistance. A numerical example will make this clearer. 
With a resistance of one ohm and a current of ten amperes, 
the energy loss is 10 times 10 times i = 100 watts; if the 
ten amperes is subdivided into two currents of 5 amperes 
each, flowing through resistances of one ohm each, then the 
loss will be 5 times 5 times i = 25 watts in each circuit or 
a total of so watts. This illustrates how laminations will 
cut down the energy loss even if the sum of the small 
eddy currents adds up to the same total amperage as 
before laminating. 

Hysteresis. Hysteresis loss occurs mainly in the ar- 
mature core and is caused by the resistance offered by 
the iron to changes of polarity. After the magnetizing 
force has disappeared, iron still retains some of its mag- 
netism and moreover it also resists a change. Hysteresis 
is analogous to mechanical inertia. It acts like friction 
to prevent a change. The armature core is subjected to 
ever-changing magnetization, as it passes under first a 
north and then a south pole. The resultant loss of energy 
due to hysteresis will show itself as heat and there will 
also be an increased drag on the armature which will 
have to be overcome by the prime mover. The heating 
due to Eddy Current Loss and Hysteresis usually mani- 
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fests itself in the armature teeth where the flux density 
is high. Hysteresis loss can be reduced by using elec- 
trical steel having low retentivity and it can also be 
lowered by annealing. It has been found that the hystere- 
sis loss in the iron is increased after the laminations are 
punched and hence it is very necessary to anneal the 
laminations. 

(a) Friction or Mechanical Losses. These may be sub- 
divided into three groups: 

Bearing friction. This varies directly with the speed 
of the armature, but at constant speed there is very 
little variation of friction with load, so it may be taken 
as a constant value. 

Brush friction. Wherever a stationary part touches 
a moving part, as in the case of the brushes resting on 
the commutator, friction will result. Brush friction 
follows the same laws as bearing friction. 

Windage. The air offers a frictional resistance to 
the rotation of the armature and this is called "wind- 
age." This is independent of load conditions, bnt 
varies approximately as the square of the speed. 

All frictional losses retard the rotation of the anna-: 
ture, thus requiring increased power from the prime 
mover and moreover the fricrional losses are converted' 
to heat, 
(6) Copper Losses. Whenever current flows through any 
conductor, there will be a loss which will vary directly 
with the resistance of the conductor and also directly with 
the square of the current. The energy thus lost is con- 
verted into heat energy. The copper losses in the generator 
are subdivided as follows: 
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^p.'{i) Loss in armature whiding. This loss increases as the 
square of the load. 

(2) Loss in field windings. This loss is practically inde- < 
pendent of the load in the shunt winding. In the series' 
winding it increases as the square of the load. ' 

(3) Losses in other windings. Any other windings, such I 
as interpole windings, compensating coils, etc., will have 

a copper loss and since these windings are in series with the 
load, the loss will increase with the square of the load 
current. 

13. Efficiency of Generator 
(a) Definition. The efficiency of a generator is the ratio of 
its useful output to its total input. It is usually expressed m 
per cent. No machine can ever give out more energy than, 
or even as much as, is put into it. Hence it is impossible for 
a generator to have an efficiency of 100 per cent. No matter 
how small the losses are, they can never be entirely elimi- 
nated. The "commercial efficiency" is considered as the 
product of the electrical efficiency of the generator and the 
mechanical efficiency of the engine generator set. Commer- 
cial efficiencies vary from 70 per cent in very small genera- 
tors to 90 per cent in large ones. Low efficiency will always 
be accompanied by high heating since the large losses are 
converted to heat. 
(&} How determined: 
(i) Directly. The efficiency may be determined di- 
rectly by measuring the power expended by the prime 
mover and measuring the output of the generator. If 
both are expressed in the same units, the latter divided 
by the former will give the commercial efficiency. The 
engine output may be determined from indicator cards, 




while the generator output may be found by connectu^ 
an ammeter in series with the load and a voltmeter across 
the tenninals of the load and multiplying volts times 
amperes. 

(2) Indirectly. The efi&ciency may be determined in- 
directly by measuring the losses and calculating it frwn 
the formula: ^^m 

Efliciency = 7; -, — z ^^| 

Output plus Losses ^^H 

Equation (24^^^ 
In this method, it is necessary to determine only total 
friction losses and iron losses by test since other losses 
and also output can be calculated. The copper losses are 
calculated in the following way: The square of the 
armature current times the armature resistance will give 
the loss, in watts, in this winding. In like manner, the 
current through the series field squared, times the re- 
sistance of this winding will give its copper loss in watts. 
The loss in the shunt field may be calculated in the same 
manner or it may be obtained by multiplying the voltage 
across the shunt winding by the amperage in this 
winding. 

The various Stray Power Losses may be determined 
together by running the generator as a motor, unloaded, 
separately exciting the field at its normal value so that the 
motor will run at the same speed as it did as a gen- 
erator. In this case the input, as obtained by an ammeter 
in the armature circuit and a voltmeter across the ter- 
minals, is equal to the stray power losses. This is true 
since the copper loss in the armature is negligible at no 
load, and hence all the power input is consumed in over- 
coming friction, eddy current and hysteresis losses. 
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The full load output may be calculated by referring to 
the name plate, which gives the full load current and the 
terminal voltage. (Usually output in kw. or hp. also.) 
Output at any other load may be calculated, knowing 
these values. 

Having obtained the output and added up the total 
losses, the eihciency may be calculated from the formula 
given above. There are various other indirect methods 
of obtaining the efficiency of a generajor. Where two 
generators of about the same size are available, "pumping 
back" or "opposition" methods are often most suitable. 
In these tests the two generators are connected both 
electrically and mechanically and are so driven that one 
acts as a generator and the other one as a motor. Since 
the motor drives the generator and the generator gives 
out current to run the motor, the small amount of power 
which is supplied from an external source is a measure of 
the losses. In the "Blondel" method the electrical losses 
are supphed electrically and the mechanical losses are 
supplied mechanically and hence this seems to be the 
most rational of these opposition tests. In the "Hutchin- 
son" test all losses are supplied electrically, the copper 
losses being supphed by means of a booster and the iron 
and friction losses from the hne. This method is theo- 
retically correct but is rather complicated. More com- 
plete descriptions of these tests can be obtained from the 
rittious electrical handbooks. 



14. Armature Reaction 
Defimlion. Armature reaction is the effect of armature 
flux upon field flux. To iUustrate this definition consider a 
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Fio. 51. — lUustration showing the eSect ol armature reaction. 
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two-pole generator as shown in Figs. 49, 50, and 51. When 
this generator is rotating at no load the field is as shown in 
Fig. 49. As soon as the external circuit is closed and cur- 
rent flows in the armature windings, the conductors under 
the north pole will have current flowing in one direction, 
while those under the south pole will have current flowing 
in the reverse direction. The current direction may be de- 
termined by the right-hand rule. Current flowing "in" is 
represented in the figure by a cross to show the end of the 
arrow while current flowing "out" towards the observer is 
represented by a dot to show the point of the arrow. Fig- 
ure 50 shows the magnetic field due to the armature current. 
The main field magnetism is not shown in this figure. If 
the armature core is considered as a large electromagnet 
with current flowing out of the conductors on the right- 
hand side and into those on the left-hand side (in other 
words, if it is considered as a solenoid having a belt of 
current flowing around it from right to left) it will then be 
clear, from the corkscrew rule, that the top will be a south 
pole and the bottom a north pole. The direction of the total 
armature flux can also be determined by examining the 
flux around each separate conductor. To avoid confusion 
in the figure, these separate fluxes are only shown around a 
few conductors near the top. In Fig. 51 the field flux and 
the armature flux are shown and also the resultant flux, 
From this figure, the effects of armature reaction may be 
observed. The field (resultant) has been shifted forward 
in the direction of rotation, and moreover it has been dis- 
torted. Distortion of the field may be defined as a strengthen- 
ii^ of the magnetism in some places and a weakening ' 
others. It can readily be seen that a uniform field is i 
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desirable than a distorted one. By examining the direction 
of the field flux and the armature flux (see arrows) it is seen 
that where the arrows are in the same direction, the field 
is strengthened, while where they oppose each other, the 
field is weakened. The strengthening occurs at the leading 
pole tips and causes the shifting of the field. 
(b) Neutral plane. The neutral plane exists where the 
armature coil is moving parallel to the lines of force. At 
that place, the coil cuts no lines of force. At n^ load, the 
neutral plane is located halfway between the north and 




Fig, S3. — Armature reaction illustrated by tneans of vectors. Brushes 
shown at the central position. 

south poles. As current is drawn, armature reaction shifts 
the neutral plane forward, 

(c) lUttslralion of action by use of Vectors. — Effects of Brush 
Shifting: A vector is a line here used to represent a mag- 
netic field {usually used to represent forces). The direction 
of the vector represents the direction of the field and its 
length represents the relative strength of the field. The 
action of armature flux upon field flux (armature reaction) 
may be shown in a clear manner by the use of vectors. 
Vectors will also show how shifting the brushes will affect 
the strength of the resultant flux. In Fig. 53, with the 




netizing effect while the other exerts a demagnetizing effect. 
As a result, the field is not only shifted, but also is weakened. 
This is indicated by the shorter resultant flux line. The 
result of shifting brushes backwards is shown in Fig. 54. 
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In this case a part of the armature flux aids the main flux 
and hence the resultant field is strengthened. From the 
above discussion it can be seen that no matter how the 
brushes are shifted, the resultant flux is shifted forward in 
the direction of rotation. 

{d) Efecl of Armature Reaction shown by Flux Diagram. The 
north and south poles of the assumed generator can be re- 
presented as laid out in a plane (see Fig. 55) and the strength 
of the magnetic field 
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Fig. 5s. — Flux distribuiion diagram showing 
how resultant flux is distorted and shifted forward line, 
under load. 



at any point may be 
represented by the 
distance of the lines 
from the horizontal 
dotted line. North 
polarity magnetism 
is represented as be- 
ing above the dotted 
while south 
polarity is shown 
below this line. The no-load neutral plane is shown half- 
way between the poles. The full line shows the flux 
distribution at no load, while the dotted line shows the 
effect of the armature reaction. It represents the resultant 
flux, shifted forward, distorted, weakened under the lagging 
pole tip, and strengthened under the leading pole tip. The 
point of zero flux is called the "new neutral plane." 
(e) Methods of Reducing Armature Reaction. The best 
method of neutralizing the effects of armature reaction is 
by the use of Compensating coils, 
(i) Compensating coils. These coils are laid in slots in 
the faces of the main poles. They are so wound that the 
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■ection of current in them will be opposite to the di- 
Tection of the current in the armature windings passing 
'Under them. They are connected in series with the £ 
mature coils and the load, in order that they may give a 
flux equal and opposite to the armature flux at all loads. 
They thus neutralize armature reaction and prevent dis- 
tortion of the field. They are usually used in connection 
with interpoles and are especiaUy adapted for rapidly 
fluctuating loads. 

(2) Methods which reduce the armature flux by introduc- 
ing reluctance in its path. Among these methods may be 
classed : 

Slotted pole shoes and slotted pole cores. The slots ' 
lie parallel to the axis of rotation and hence do not ma* 
terially interfere with the main flux but do olTer con- 
siderable resistance to the passage of the armature flux, 

(3) Use of saturated pole tips. By constructing the pole 
shoe so that the forward pole tip is saturated, it is pos- 
sible to reduce distortion to a considerable extent. It has 1 
already been noted, that considerable effort is necessary 
to weaken or strengthen a saturated field. Hence the 
armature flux is less able to produce distortion. One 

pinethod of construction to obtain saturated pole tips is 
punch the laminations with tips on one side only and 
then assemble them, alternating the tips on either side. 
In this way there is only one-half as much material in 
the tips as in the rest of the pole and consequently the 
,flux will be more crowded in them and they will be satu- 
rated. 

Eccentric pole shoes. These are made eccentric with 
the armature, so that the pole centre wilt be closer to 
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the armature than the tips, and hence there will ! 
relatively strong field at this point. 

15. Commutation 

(a) Conditions for Sparklcss Commutalion. A complete re- 
versal of current in the coil or coils undergoing commuta- 
tion, is necessary in order to get "black" or "sparkless" 
commutation. The coil undergoing commutation is called 
the "short-circuited" coil, since the brush, in touching two 

commutator segments, acts 
as a dead short-circuit. 
' Hence this coil is useless for 
purposes of inducing a use- 
ful e.m.f. Moreover, the 
more current flowing in the 
short-circuited coil, the 
greater will be the spark- 
ing. Assume that the com- 
mutator is moving in the 
direction shown by the arrow, and that current is flowing 
towards the brush as shown in Fig. 56. If complete reversal 
has not taken place before the brush leaves segment a, or if 
current still circulates in the short -circuited cofl, for any 
reason, this current will be obliged to jump from segment a 
to the brush when that segment leaves the brush. It is ob- 
vious that this small current in the short-circuited coil would 
not be able to buck the rush ol current in the coils to the left 
and hence a spark from segment to brush is the only 
possibility. 

(b) Electrical Causes of Sparking: 

(i) Armature Reaction. Armature reaction causes spark- 
ing by causing an e.m.f. to be induced in the shott-dr- 
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cuited coil. Although the e.m.f. induced may be small 

still a relatively large current may flow in the coil, since 

the short-circuited path has low resistance. Sparking 

then follows as explained above. The way in which 

armature reaction acts to cause this induced e.m.f. in 

the short-circuited coil tim ^ ., , _,,, _, ,„, 

aifS^*^"^" Load Neutral Plan* 
is as follows: At no load 

the coils moving through 
the no-load neutral 
plane (halfway between 
the north and south 
poles) cut no flux. When 
current is drawn from 
the generator, armature 
reaction shifts the flux 
forward in the direction 
of rotation, and the coil 
in the central position 
(short-circuited coil) 
now cuts flux. The 
e.m.f. induced causes 
current to flow in the 
short-circuited coil, and 
moreover the direction 
of this current is op- 
posite to that desired. It should be noted in Fig, 57 that 
the brushes are represented as resting on the coils instead 
of on commutator segments. This is so drawn, in order 
to make the sketch clearer. By shifting the brushes to the 
"new neutral plane." the short-circuited coil no longer 
cuts flux and hence the effects of armature reaction are 
overcome. 
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(2) Selj -induction. As a coil undergoes commutation, 
the current in it changes direction. Before tlie commu- 
tator segment connected to it passes under the brush, 
the current is in one direction and afterwards the current 
is in the reverse direction. Changes in current are always 
accompanied by self-induction. When the current is 
decreasing, the e.m.f. of self-induction is in the same di- 
rection, thus tending to prevent the decrease. When the 
current is increasing in the reverse direction, the e.m.(. 
is in the opposite direction, thus tending to prevent the 
increase. In each case, the e.m.f. of self-induction acts in 
such a direction as to oppose the desired commutation. 
As a result, the change of current direction does not take 
place during the time that the commutator segment 
passes the brush. Hence there is an excess of current in 
the wrong direction in the short-circuited coil and spark- 
ing follows. 
(c) Sparkless Commutation by Shijting Brushes. As explained 
above, the effects of armature reaction may be overcome by 
shifting the brushes forward in the direction of rotation 
until the short-circuited coils lie in the new neutral plane. 
This will not prevent sparking, however, for the effects of 
self-induction will still be present. In order to overcome 
the effects of self-induction also and obtain sparkless com- 
mutation, the brushes must be shifted forward even fur- 
ther, so that the short-circuited coil will lie a little bit in 
advance of the new neutral plane. The short-circuited coil 
now cuts flux in the reverse direction and by experiment it 
is possible to find the place where an e.m.f. will be induced 
in the short-circuited coil just equal and opposite to the 
e.m.f. of self-induction. The result is "sparkless com- 
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mutation." The method and effect of brush shifting can 

be readily seen by reference to the flux distribution diagram, 

shown in Fig, 58. 

{d} Sparkkss Conimutatian by Use of Interpoles: 

(i) Definition 0/ Interpole. Interpoles are small magnetic 
poles placed between the main field poles for the purpose 
of obtaining better commutation. 

(2) How connected. Interpole windings are connected in « 
series with the armature winding and the load. Hence, 
an increase in load, which is accompanied by an increase 
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i. 58. — Flus diatributioD diagram illustrating method and effect of 
sliifting brushes in order to get spatklesa commutation. 

in armature reaction, will also be accompanied by in- 
creased interpole strength. A variable resistance is usually 
shunted around the interpole winding for the purpose of 
obtaining the correct amount of compensation. 
(3) Action of Interpole. The action of the interpole is 
exactly analogous to the shifting of the brushes but when 
interpoles are used brush shifting is dispensed with and the 
flux is shifted instead. Thus it has been shown that 
armature reaction shifts the flux ahead in the direction 
of rotation. As a result, with no interpoles, the short- 
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circuited coil cuts flux if it is not advanced by shifting 
the brushes. By introducing an interpole at the no-load 
neutral plane, it is possible to always prevent the short- 
circuited coil from cutting flux or if so desired, it is pos- 
sible to have it cut flux in the reverse direction to over- 
come the effects of self-induction also. Interpoles do not 
prevent distortion of the field due to armature reaction, 
but they do prevent distortion locally, at the points of 
commutation. It can be seen, from the flux distribution 
diagram. Fig. 59, that the polarity of the interpole in a 
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generator must be the same as that of the pole being ap- 
proached. Thus, if the rotation is from a north to a south 
pole, the interpole must be a south pole. This serves 
to shift the flux back, in place of shifting the brush 
ahead. The strength of the interpole must be such as 
to prevent armature reaction from shifting the flux for- 
ward in the commutating plane and also must be such as 
to provide sufficient flux in the reverse direction to supply 
an e.m.f. equal and opposite to the e.m.f. of self-induction. 
Sparkless commutation can then be obtained, 
(c) Resistajice Commutation. The methods described above 
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for obtaining sparkless commutation could be classed under 
the head of e.m.f. commutation, since they depend upon 
the inducing of an e.m.f. in the short-circuited coil. The 
use of carbon brushes is an auxiliary means of reducing spark- 
ing and is classed as '^resistance commulation." The higher 
the resistance of the short-circuited coil and of the brush 
and brush contact, the more rapid will be the commutation. 
In other words, the resistance of this local circuit will have 
just the opposite effect of the inductance. However, the 
brush forms a part of the main or load circuit, and too 
great a resistance will result in a voltage drop and also in- 
creased large heat loss. Hence a compromise is necessary. 
The carbon brush aids in the reversal of current in the short- 
circuited coil, but cannot accomplish this reversal alone and 
must be accompanied by some form of e.m.f. commutation. 

16. Capacity of Generators 
(a) Sise of armature windings. Overheating will result if 
current is drawn from the generator, of greater value than 
the safe carrying capacity of the armature windings. The . 
insulation will char at about 17S deg. F. so current should I 
never be drawn from a generator which will raise its tem- 
perature to this value. 

(6) Commutation. The output of a generator is limited by 
excessive sparking which will occur (in machines without , 
iaterpoles) at heavy loads, due to armature reaction. 
(c) Ventilation. Proper ventilation will increase the capacity 
of a generator by radiating the heat away from it, thus 
keeping the temperature at a safe value. If the machine ii 
poorly ventilated, this in itself may put a limit to the 
output of the generator. 
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{d) Excessive voltage drop. In some generators, increased 
current output will be accompanied by excessive drop in 
terminal voltage. This will automatically prevent further 
increase in current. 

17. Three-wire Generator 

(a) Principle of operation. The three-wire generator has a 
closed -circuit armature winding and commutator and brushes 
like other direct-current generators. It differs from them, 
in that taps are led out from symmetrical points in the 




Fig. 6o. — Elementary diagram of a thrce-wi'rc generator, 

armature winding to slip rings. From the brushes on the 
slip rings, connections jare made to a reactance coil (or 
coils) and the neutral wire is connected to the centra! point 
of the reactance coil. By this method of construction, (he 
voltage between either outside wire and the neutral will be 
kept at one-half the voltage between the two outside wires. 
An elementary diagram is shown in Fig. 60 of a three-wire 
generator having two taps to the armature winding. The 
generator may be constructed with three or even four taps 
and with two reactance coils instead of one, but the piin- 
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ciple of operation is the same in all cases. The current in 
the armature winding reverses its direction each time the 
coils pass through a field of different polarity (as explained 
above). Hence an alternating current flows into the re- 
actance coil. This coi! has a laminated iron core and al- 
though it has low resistance, it has high reactance (i.e. its 
high coefhcient of self-induction acts to prevent the flow of 
alternating current). Hence the alternating current which 
does flow in the reactance coil is of small value and in reahty 
is a magnetizing current. If the generator has equal loading 
between the positive wire and the neutral and between the 
negative wire and the neutral, no current will flow in the 
neutral wire. If the positive side carries the heavier load, 
current will flow back to the generator through the neutral 
wire. The current in the neutral wire will be equal in amount 
to the difference between the current in the positive wire 
and that in the negative wire. Since the neutral wire is 
connected to the center of the reactance coil, the current 
will divide equally at this coil and then will flow through 
the slip rings, one-half to one side of the armature windings 
and one-half to the other. From there, the current will 
flow back, to the positive brush. If the connection of the 
neutral wire to the reactance coil were broken, with the 
heavier load on the positive side, the excess current would 
have to flow through the higher resistance on the negative 
side, and hence there would be iiigher voltage between the 
neutral wire and the negative than between neutral and 
positive. The reactance coil automatically maintains the 
same voltage between neutral and either outside wire and 
hence it is sometimes called a "balancing coil." In the 
case of heavier load on the positive side, the flow of current 
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through the balance coil subdivides as explained above 
and thence flows through the armature winding in such a 
direction as to increase the voltage between neutral and 
positive ,to the correct amount at all positions of rotation. 
When the heavier load is on the negative side, the action is 
the same, except that the current now flows out from the 
neutral wire and then its direction is such as automatically 
to prevent voltage drop on the negative side. 
(i) Advantage of three-wire system over two-wire system: 
(i) Saving in copper. With the same voltage drop and 
with the neutral wire of the same size as the two outside 
wires, there will be a saving of 25 per cent by weight, of 
copper in the use of a three-wire system as compared to 
a two-wire system. Hence a three-wire system is more 
economical for transmitting direct-current electrical energy 
for a distance than is a twcnwire system. 
(2) Two voltages available. Since motors are, in general, 
more efficient when operated at 220 volts and lights last 
longer on no volts, the use of a three-wire system makes 
both these voltages available. Moreover, in shops, where 
variable-speed motors are used, the two voltages will give 
greater flexibility of operation, 
(c) Allowable unbalancing. The unbalancing on either the 
positive or the negative side should never exceed 15 per cent 
of the total load. Three-wire generators are built with com- 
pound windings and with interpoles and they may be oper- 
ated in parallel. 

18. Generator Operation 
(a) Measuring instruments necessary. In the operation of a 
generator, it is necessary to know the terminal voltage and 
the current being drawn from the machine. Hence all 
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generators are usually fitted with a voltmeter, connected 
across the terminals, and an ammeter in series with one of 
the brushes and the load. These instruments are located on 
a switchboard, which is usually in the immediate vicinity of 
the generator. A wattmeter or watt-hour meter may also 
be provided for measuring power output. 
(6) Protective devices. An overload circuit-breaker is usually 
located in series with one of the brushes and the load. In 
some cases the circuit-breaker is located on both the positive 
and the negative sides, but this is not absolutely necessary. 
The circuit-breaker is located on the switchboard, usually 
at the top. Fuses may also be provided. The various 
switches for opening the circuit are located on the front of 
the board and also the handle for regulating the shunt field 
resistance. The resistance itself is on the back of the board. 
The heavy copper bus bars are on the back of the switch- 
board also, 
(c) Shunt Generator Operation: 

(i) Storting. In starting up a shunt generator, it is neces- 
sary to bring it up to rated speed first, load switch being 
left open. It is better to start with all the resistance 
"in," in the shunt iield rheostat. By gradually cutting 
out this resistance the generator will build up to rated 
voltage. The circuit-breakers should be closed next and 
finally the load switch. It is good practice to have the 
voltage of the generator slightly higher than rated volt- 
age before closing the load switch, in order to allow for 
the increased voltage drop when the load is thrown on 
the machine. However, the voltage may be regulated 
to the desired value by the shunt field rheostat, after 
the switch has been closed. 
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(2) Slopping. It is advisable to reduce the load as much 
as possible before stopping. The shunt field resistance 
should be thrown all "in," in order to weaken the field 
as much as possible. The circuit-breakers should next 
be tripped by hand, and the load switch opened. The 
generator prime mover can then be shut down. If there 
is a switch located in the shunt field curcuit, this should 
not be opened until all the resistance is "in," since other- 
wise the high inductance of the shunt winding may cause 
a momentary high e.m.f. of self-induction which might 
injure the winding. By tripping the circuit-breaker be- 
fore the load switch, the arc takes place between carbon 
contact pieces instead of between the switch blades and 
clips. This protects them from pitting or fusing, 

(3) Shunt Generators in Parallel. Shunt generators can 
be operated in parallel, but for best results the two ma- 
chines should have similar characteristics. Care should 
be taken that the positive terminal of one machine con- 
nects with the positive terminal of the other. In throw- 
ing a shunt generator in parallel with another one, its 
voltage should be adjusted so that it will be slightly 
higher than the one carrying the load. When the load 
switch is thrown the voltage of the two machines will be 
the same, but if one machine has more excitation than 
the other, it will carry more than its share of the load. 
The load can be equally divided between the two ma- 
chines by adjusting the shunt field rheostats. It is es- 
sential that both machines have the same speed, before 
an attempt is made to run them in parallel. Since the 
voltage of a shunt generator falls with increased load, this 
characteristic serves to make the operation of shunt 
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• generators in parallel a stable one. For if one machine 1 

starts to carry more than its share of the load, its voltage I 
tends to drop and the load is then automatically shifted | 
to the other machine. 
(d) Compound Generators: 

(i) Starting and slopping. In starting and stopping com- 
pound generators, the same procedure should be followed J 
as outlined above for shunt generators. 




Wi{2) Requirements for parallel operation. The same re- ] 
Pquirements are necessary in operating compound genera- J 
(•tors in parallel as for shunt generators but in addition I 
; series windings must be interconnected as shown in | 
, 6i by a conductor of very low resistance. This | 
mductor is called an "equalizer," 

I Action of equalizer. The presence of the series field J 
Kfiecessitat^ the use of the equalizer and this simply J 
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amounts to the connecting together of the brushes of 
like polarity on each machine. If one generator starts 
to carry more than its share of the load, its series winding 
will obtain greater excitation and the tendency would 
then be for it to take more and more of the load until 
it drives the other generator as a motor or until the 
circuit -breakers trip. The equalizer will prevent this, 
for as soon as the series field of one machine carries more 
current than the other, an equalizing current will flow 
to the other machine. This current will always flow 
when the terminal of one machine is at a lower potential 
than the terminal of the other. The equalizing current 
will flow through the series winding of the second machine, 
thus raising its voltage until it carries its share of the load. 
The speed of compound generators operating in parallel 
should be fairly constant and their characteristics should 
be the same. An over-compounded generator will not 
operate sarisfactorily in parallel with a fiat-compounded 
one. In general, flat -compounded generators will operate 
in parallel better than wfll over-compounded machines. 
(4) Tkr<nidng compound generator in parallel with another. 
To perform this operation, first see that all switches con- 
necting one generator with another are open. Next throw 
all the resistance "in," in the shunt field rheostat. Then 
bring the generator up to speed. The rheostat should 
then be adjusted until the voltage of the generator builds 
up to a slightly higher value than the machine in opera- 
tion. The circuit breaker should be closed next and then 
the equalizer switches of both machines. The voltages 
of the two machines should again be checked and then 
the bus-bar switch can be closed. If the negative side and 
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H the positive side have separate switches, the negative 
H switch should be thrown hrst. When the two machines 
I are connected in parallel, the load should be adjusted 
H equally between them by means of the field rheostats. 
K (5) Culling out compound generator which is in parallel 
H witk anolher. Adjust the rheostat of the machine to be 
K cut out, until the ammeter on the other machine shows 

■ it to be carrying the entire load. Then trip the circuit 

■ breaker and open the bus switches and finally the equalizer 
H switch. The prime mover may then be stopped, 

r 19. Geaeiator Troubles 

(a) Failure to build up: 

(i) Loss oj residual magnetism. This may have occurred' 
on account of a jar or through a momentary reversal of 
current. The generator should be stopped and the pole 
can then be tested by seeing whether it will attract a nail 
or other piece of soft iron. This trouble can be remedied 
by exciting the field from an outside source for a short 

[ while. 

Ma) Reversed field. The entire field may be reversed or 

i one or more poles may have their connections reversed. 
The poles should be tested with a small compass and 

' should show alternate north and south polarity. If this 
is not the cause of the trouble, the entire field connec- 
tion should be reversed. 
(3) Ground in field winding. In this case the poles will 

I show only weak magnetism and a test for a ground will 

j reveal the trouble. The same apphes to a short-circuit 

I also. 

Open circuit in field or armature. SometimCE 
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merely due to poor brush contact or loose connections. 
If this is not the trouble the windings can be tested for 
open circuit with a magneto. 

(5) Brushes not correctly located. Sometimes the gen- 
erator fails to build up due to incorrect brush location. 
Proper position may be determined by experiment, shift- 
ing the brushes until machine commences to build up. 
{h) Failure to carry load: 

(1) Series field reversed. In a compound generator, if 
the machine refuses to carry increased load, it is probable 
that the series field is bucking the shunt field. In this 
case, its connection should be reversed. 

(2) Broken conneclion. The vibration of the machine 
may open a connection to the shunt field or a terminal 
connection. In this case, the machine will suddenly lose 
the load. The usual tests for open circuits will reveal the 
trouble. 

(c) Excessive sparking: 
(i) Electrical causes. Armature reaction and self-in- 
duction may cause excessive sparking as the current is 
increased. Brush shifting may remedy this to a certain 
extent. However, if too much current is being drawn, 
either on account of overload or a short-circuit or ground 
in the armature winding, the machine must be stopped 
and the fault located. A short-circuited armature coil 
will show local heating or it may be burnt out and will 
then have to be renewed. If the sparking is due to an 
overload on the external circuit, the entire armature will 
be hot. Open circuits, either in the armature winding 
or the field, will also cause sparking. If the open is in 
the armature, the commutator will be burnt near the 
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break. The method of locating the exact open-circuited 
coil will be explained under "tests." If the open circuit 
is in the field the trouble will also be indicated as ex- 
plained under (a) (4), 

(2) Mechanical causes. Sparking may be due to ditty 
commutator, brushes too hard or too soft, loose brush 
holders, rough or uneven commutator, or improperly 
fitted brushes. These troubles are usually self-evident, 
as is their remedy. 
(d) Excessive healing: 
(i) Commutator and brushes. If unaccompanied by 
sparking, this may be caused by too great a brush pres- 
sure or by conduction from other parts. If accompanied 
by sparking, trouble should be looked for, as indicated 
above. A short-circuit between commutator segments or 
too small a brush pressure may also cause local heating, 
unaccompanied by sparking. 

(2) Armature. If the armature becomes heated, due to 
- conduction from the bearings or commutator, these 

parts will be hotter than the armature itself. If the 
core is hotter than the windings, after a short run, the 
heating may be due to eddy currents and hysteresis. 
In this case, the design of the machine is poor, and there 
is no means of remedying the fault. Short-circuits or 
grounds, either in the external circuit or in the armature 
winding will cause heating due to the extremely heavy 
current drawn. Continuous overload will also cause the 
armature to heat up. 

(3) Field windings. If the heating is due to conduction, 
the trouble may be located as indicated above. If due to 
eddy currents in the pole face, the magnet core will be 
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hotter than the winding and the machine is defective. 
If due to short-circuits or grounds, the heavy field cur- 
rent will cause the coils to become exceedingly hot. The 
insulation may become charred and burned. Methods of 
locating the faulty coil will be given under " tests," Mois- 
ture in the field windings will sometimes cause them to 
overheat. 

(4) Bearings. Bearings may heat up due to want of lubri- 
cation or on account of oil rings sticking. They should be 
inspected regularly, and if the ring is not rotating it ' 
can be started again by pushing it with a small stick. 
The bearings should be felt at frequent and regular in- 
tervals in order to locate any trouble at the start. Dirty 
or gritty bearings will also cause heating as will poor 
bearing alignment or improper clearance between shaft 
and bearing. Other causes of hot bearings are rough 
shaft, rubbing of shoulder against bearing, or bent shaft. 

I 20. Generator Tests 

(a) Short-circuit: 
(i) Armature winding. If a coil is short-circuited it 
will usually first manifest itself by the smell of burning 
insulation. The short-circuited coil itself will be found 
to be very much hotter than the other coils. If a num- 
ber of coils are short-circuited, it will be necessary to use 
a bar-to-bar method in order to exactly locate the trouble. 
Bar-io-bar test. The armature should be removed and 
put into a holder, as shown in Fig. 62, so that it will be 
free to turn. Contact can be made with the commutator 
at two opposite points, by means of pieces of thin I 
fastened to the holder. (An old soap box will often s 
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the purpose of supporting the armature.) A low-voltage 
direct current should then be sent into the armature. 
The leads from a milli-voltmeter should be fitted with 
sharp points, in order to get good contact with the com- 
mutator, and as the armature is slowly turned, a test 
should be made with the miUi-voItmeter from bar to bar 
entirely around the commutator. If the armature coils 
are in good condition, there will be the same voltage drop 
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Fig. 6a. — Connections (or making a bar-to-bar test. 



between every two adjacent bars on the commutator. 
However, if there is a short-circuited coil, the voltmeter 
will show'no deflection, or else a much smaller deflection. 
If there were an open-circuited coil the milli-voltmeter 
would be burned out, so it is necessary to first test for 
open-circuit by using a voltmeter of the proper range. 
The bar-to-bar test is performed as above, but, in this 
case, there is no deflection unless there happens to be 
an open-circuit, in which case the voltmeter will show a 
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deflection equal to the amount of the voltage being 
applied. 

(2) Field winding. It may be possible to locate the 
short-circuited winding by testing the magnetism with a 
piece of iron. The faulty coil will not attract the iron as 
strongly as the good coils. A surer test is to send cur- 
rent through the field winding and then test each coil 
separately with a voltmeter. By holding the voltmeter 
leads at the terminals of each spool, the voltage drop 
across each separate winding can be obtained. If one of 
the coils is short-circuited, the voltage drop across it 
will be greatly lessened. 

(6) Ground: 
(i) Armature winding. While a single ground will not 
cause immediate trouble, it is better to locate it, since two 
grounds will be the same as a short-circuit. This is 
especially the case where both grounds are in the same 
coil. The ground can be located by winding a bare wire 
around the commutator and sending a current through 
it, connecting the return lead to the armature core. 
The grounded coil will show magnetism which can readily 
be detected with a small compass. 

(2) Field winding. In order to locate a ground in the 
field windings, each coil must be tested separately, by 
connecting one terminal of a magneto to the coil, and 
the other terminal to the iron magnet core. If the magneto 
"rings through," there is a ground in that coil. 

(c) Open circuit: 
(i) Armature winding. In the case of an open circuit 
in an armature coil, the commutator bars nearest the 
broken coil will flash violently when the armature is 
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turned over slowly. To exactly locate the faulty coil CW' 
coils, the bar-to-bar test should be performed, as ex- 
plained under "short-circuits." 
(j) Field winding. If there is an open circuit in the field 
winding, the generator will not become excited. If 
voltage is applied at the field terminals, the break can 
easily be located with a voltmeter. The open-drcuit 
can be found by connecting one voltmeter terminal to 




Fig. 63. — Diagram to illustrate niL'thod of locating open cirt:uita in 
windings ol Renerators. 

one field terminal, then touching the various field coil 
terminals one after another, with the other voltmeter 
lead. After the break is passed, the voltmeter will de- 
flect. If there are two breaks, they can be located in a 
similar manner. Thus, as an example, suppose there are 
four field coils, a-h, c-d, e-f, and g-h. (Fig. 6^.) Assume 
that there are open circuits between c and d, and also 
'between e and / and that an e.m.f. is impressed upon 
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the circuit at the terminals marked plus and minus. 
If one of the voltmeter leads is connected to the plus 
terminal and the other one is touched to b there will 
be no deflection. When the voltmeter lead is touched to 
dj there is no deflection either, on account of the second 
break between e and /. When touched to /, however, 
the voltmeter will show a large deflection. This proves 
that the remainder of the circuit from / to the negative 
terminal is O.K. The voltmeter lead is now connected 
to /, and the other lead is then taken from the positive 
terminal and touched to b. Since it still deflects, the 
fault cannot lie between a and b. It is next touched to 
d and there is then no deflection. This shows that the 
open circuit is between c and /. Since there will be no 
deflection if the other lead is moved from / to e, this 
conclusively locates the open circuits as being between 
c and d and e and /. 



Outline of Lessoa 8 — DIRECT-CUKRENT MOTOR 

. DEFINITION OF A MOTOR. 

. FUNDAMENTAL PRINCIPLE OF MOTOR — MAXWELL'S LAW 
OF MOTOR ACTION: 

(a) Motor action is Magnetic action. 

{b) Generator as Motor. 

(c) Generator Action ia Motor. 
. ESSENTIALS OF ALL DIRECT -CURRENT MOTORS. 
. CONSTRUCTION OF MOTOR. 
. ACTION OF COMMUTATOR. 
. USE OF MULTI-COILS. 

. FACTORS DETERMINING AMOUNT OF MAGNETIC FORCE 
EXERTED: 

(a) Armature Current. 

(/>) Field Strengtli. 

(r;) Length of Conductor. 
. MOTOR TORQUE: 

(a) Definition. 
{b) Unit of measurement. 

(c) Torque determined by Counter-torque. 

(d) Torque independent of Speed. 

(e) Torque and Power. 
{/) Torque eipressed as an equation. 
(i;) Numerical eiample. 

. FACTORS DETERMINING MOTOR SPEED: 

_ (a) For constant speed, torque must balance counter-torque. 

I (b) Torque developed by means of armature current. 

r (t) Armature current limited by counter e.m.f. 

id) Counter e.m.f. limited by speed. 

(«) What detennines speed finally attained. 

(/) Design factors. 

ig) Speed factors expressed as an equation. 

(.h) Numerical example. 
. MOTOR SPEED CONTROL: 

(u) AppUed e.m.f. 

(b) Field strength. 
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11. SPEED REGULATION: 

{iij Definition. 

{bj Speed regulation expressed as an equation. 

(c) Numerical example. 

12. POWER OUTPUT OF MOTOR; 

i.a) Determining factors. 

{bj Output expressed as en equation. 

(i:) Numerical example. 

(d) How measured. 

15. POWER INPUT: 

(a) Determinine factors. 
(bj Electrical input expressed as an equation. 
(c) Numerical example. 
14. LOSSES IN MOTOR. 

16. EFFICIENCY OF MOTOR: 

(u; Definition. 

{bj How determined: 

(1) Directly. 

(3) Indirectly. 

16. ARMATURE REACTION IN MOTOR. 

17. CONDITIONS FOR SPARKLESS COMMUTATION. 
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LESSON 8 — THE DIRECT -CURRENT MOTOR 

1. Definition of a Motor 

A motor is a device for transforming electrical energy 
into mechanical energy. ^^h 

2. Fundamental Principle of Motor ^^| 

Maxwell's Law of Motor Action (see Lesson 3 ^ " Electro- 
magnetic Laws ") is the basic principle of the motor. 
■• According to this law, a coil of wire, which carries an elec* 
trical current, and which is free to rotate, will turn into 
such a position that it will enclose maximum flux, and all in 
the same direction. In other words, if a coil of wire were 
suspended in a magnetic field, as shown in Fig. 64, and free 
to rotate about its center, it would turn until it was at right 
angles to the magnetic field, thus enclosing the maximum 
number of lines of force. Since a large number of coils 
are uniformly distributed about the armature, in the 
practical motor, the rotation is continuous, for each coil 
follows the same law. 

(fl) Motor action is Magnetic action. The force which causes 
a current-carrying coil to rotate in a magnetic field is that 
due to the magnetic action between the main magnetic 
field and the field interlinked with the current. This is 
dearly shown in Fig. 64. The current is flowing outward 
on the left-hand side of the coil and hence the flux due to 
this current is in a counter-clockwise direction. It can 
be seen that this flux combines with the main flux beneatjfa 
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the conductor and opposes the main flux alcove. Hence 
there is a strengthening of the field below this side of the coil 
and a weakening above it. The magnetic action therefore 
tends to push this side of the coil upwards. In like manner, 
current is flowing inwards, in the side to the right. Here 
the magnetic field 
due to the current 
is in a clockwise 
direction. This field 
combines with the 
main field above the 
conductor and op- 
poses it below. The 
resulting magnetic 




Fig. 64."— Illustr: 
actinti is magDctic :i 
between the main n 
iDteclmked with the 
current-carrying coil 
field. 



of lilt f[ict tha,t 
. The magnetic 

:tir field and the field for^e acts downward 

•■■- current causes the 

E in the magnetic upon this side. 

Hence, since the coil 
is free to rotate, the magnetic force, pushing upward on 
the left side and downward on the right side, will rotate 
it in a clockwise direction. If the direction of the current 
in the coil is changed, or if the direction of the magnetism 
is reversed, the interaction between the two magnetic 
fields will be reversed, and hence the direction of rotation 
will be counter-clockwise. However, if both the direction 
of the current and of the magnetic field are reversed at the 
same time, there will be no relative change as far as the in- 
teraction between the two magnetic fields is concerned and 
hence there will be no change in the direction of rotation, 
(b) Generator as Motor. Direct-current generators can be 
used, in practically all cases, as motors with very slight 
changes. If a closed coil is rotated in a magnetic field, so as 
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to cut lines of force, an e.m.f. is induced and current flows. 
The direction of this current depends upon the direction of 
the field and the direction of rotation (as explained under 
"Generators"). Moreover, according to Lenz's Law, a 
magnetic force will act on the coil, due to the interaction 
between the main field and that interlinked with the in- 
duced current, in such a way as to oppose further motion. 
In order to study the action of such a generator, when 
used as a motor, assume that an external source of e.m.f, 
is connected to the coil, in such a way that a current wiU 
be sent through it in the same direction as that of the in- 
duced current when it was used as a generator. Also as- 
sume that the direction of the magnetic field is the same and 
that the coil is free to rotate. Since the current is in the 
same direction, and the field is in the same direction, as in 
the case of the generator, the magnetic force acting will 
also be in the same direction. But, in the case of the motor, 
there will be no external force applied to overcome the mag- 
netic force, and hence the magnetic force will cause rota- 
tion. Therefore this rotation will be opposite in direction 
to the case of the generator. 

(c) Generator Action in Motor. By generator action, is 
meant the inducing of an e.m.f. An e.m.f. will always be 
induced in a conductor which cuts lines of force, and the 
motor is no exception to this rule. Despite the fact that 
current is flowing in the armature coils of the motor, due to 
the action of an external e.m.f.', there will be another e.m.f, 
induced in these coils because they are cutting hnes of force. 
This induced e.m.f. will be opposite in direction to the 
applied or external e.m.f. For this reason, it is usually 
referred to as "Counter e.m.f." The direction of the counter 
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e.m.f. can be verified by the right-hand rule. As an iUustra-^1 
tion, again take the case of the generator, used as a motor. 
It has been shown in (6) that with the same direction of | 
magnetic field, and same direction of current in the armature | 
cwils, the direction of rotation in the motor will be opposite 
from that in the generator. It naturally follows that if 
the direction of rotation is reversed, the e.m.f. induced in 
the case of the motor (counter e.m.f.) will be opposite in 
direction to that induced in the generator. 

3. Essentials of all Direct-Current Motors 
These are exactly the same as those given for Direct- 
current Generators. 



i 



4. Construction of Motor 



iThe construction of the direct-current motor is practically 
le same as that of the generator. {Described in Lesson 7.) 
However, since motors are used for nearly every purpose 
where a mechanical turning effort can be applied, it follows 
that there will be some variation in the minor construc- 
tional details. This especially applies to the degree of en- 
closure or protection. Thus the type of use may require 
that certain machines be "flame-proof," or "moisture- 
proof"; others may have to be "protected" from mechanical 
injury, while still others may be "open," with no restric- 
tion to ventilation other than that necessitated by considera-:. 
tions of sound mechanical construction. 

I 6. Action of Commutator 



Direct current is supplied to the commutator from 
external source, through the brushes. The rotation of t 
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commutator reverses the direction of the current in the 
coils (since the commutator is simply a mechanical reversing 
switch) whenever they pass from one pole to another. As 
a result, the magnetic action is always maintained in one 
direction (since the current direction is reversed simul- 
taneously with the field), and hence the rotation continues 
in the same direction. If it were not for the commutator, a 
current-carrying coil would be forced in one direction when 
under a north pole and (with same direction of current' 
in the reverse direction, when under a south pole 



6. Use of Multi-coils 



I 



If only one coQ were used on the armature, the motor 
action would turn it until it enclosed the maximum num- 
ber of lines of force (i.e. — until it assumed a direction at 
right angles to the flux) and thereafter, there would be 
no further tendency to rotate. By placing another coil at 
right angles to the first, the second coil would be receiving 
the maximum magnetic impulse when the first one arrived 
at dead-centre. However, even with two coils, the action 
would be Jumpy. In order to obtain a smooth and uni- 
form magnetic impulse and a resulting even speed of rota- 
tion, a large number of coils, equally spaced around the 
armature core must be used. The idea is analogous to the 
use of a number of cylinders in an automobile engine rather 
than only two, and with cranks equally spaced about the 
shaft. Instead of the turning force being applied in jerks, 
there is a smooth application of power, resulting in uni- 
form speed of rotation. 
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7. Factors Detennimng Amount of Magnetic Force 
Exerted 

(a) Armature Current. The greater the armature current, 
the stronger the field interUnked with it, and hence the 
greater the magnetic force exerted. When the motor is at 
rest, the armature current depends upon the applied e.m.f. 
and upon the resistance of the armature. When the arma- 
ture is rotating, however, there is an additional factor to 
be considered. This is the counter or back e.m.f., which is 
induced in the armature winding, as explained above. The 
counter e.m.f. acts like a resistance to prevent flow of 
current in the armature. The greater the counter e.m.f., 
the less the armature current, and hence with other factors 
constant, the less the magnetic force exerted. Since the 
counter e.m.f. is of the same nature as any other induced 
e.m.f., its value will depend upon the field strength, the 
speed with which the field is cut, and the length of the 
conductor cutting the field. Thus, if the motor is slowed 
down by some external force, the speed of cutting is reduced, 
and with other factors constant, the counter e.m.f. is re- 
duced. This, then, allows increased armature current to flow 
and there will be a resulting increase of magnetic force ex- 
erted. If the magnetic field is reduced or weakened there is 
a tendency for the counter e.m.f. to be reduced, but in this 
case, the reduction is only momentary, for the increased 
armature current causes an increased magnetic force to be 
exerted, and this increases the speed (provided there has 
been no change in the external resisting force), until the 
counter e.m.f. is again at its original value. 

(b) Field Strength. The greater the strength of the magnetic 
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field, the greater the magnetic force exerted. Certain classes 
of motors are designed for constant field strength, while in 
others the field strength varies with the load. In general, 
annature reaction tends to weaken the field of all motors 
with increased load 

(c) Length of Conductor. The longer the conductor in the 
field, at right angles to it, the greater the amount of mag- 
netic force exerted. In other words, the more coil sides 
there are on the armature of the motor, the greater will be 
the amount of magnetic force exerted. The manner in 
which these coils are connected will modify this, to a certain 
extent, since the more armature paths there are between 
brushes the less will be the force exerted. Thus in a four- 
pole machine, a wave-wound annature (which has only 
two armature paths between the brushes) will have twice 
the magnetic force exerted on it that a similar lap-wound 
armature will have, since the lap winding in this case will 
have four annature paths between brushes. Of course, 
these conditions are constant for any given motor. 

8. Motor Torque 

(a) Definilian. Torque may be described as turning ef- 
fort. In a motor it is the product of the magnetic force 
applied to produce rotation, by the radius through which 
this rotation takes place. Thus the torque which a motor 
is able to develop will depend upon those factors which 
determine the amount of magnetic force exerted. 

(b) Unit of measurement. Torque may be measured in 
"pounds-feet," since it is a measure of the force (in 
pounds) acting at right angle to a radius (in feet). The 
force produces or tends to produce rotation through this 
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radius. It is sometimes convenient to measure motor torque ] 
by the product of , the pull, in pounds, on the belt at the cir- 
cumference of the motor pulley, by the radius of the pulley, 
in feet. Thus, if the pull on the belt is loo pounds, and 
the radius is J foot, the motor torque is 50 pounds-feet. 
(c) Torque determined by Counter-torque. When a motor is 
rotating with a constant velocity, the torque it develops 
is opposed by an equal and opposite counter-torque. This 
counter- torque is due mainly to the opposition which the 
mechanical load offers to being rotated. However, a smallJ 
portion of the counter-torque is due to the friction and iron I 
losses in the motor itself. When a motor is starting up or 
is speeding up, it must develop a torque greater than the 
counter- torque of the load, in order to accelerate. When 
it is being stopped, or when it slows down, the torque it 
develops is less than the counter-torque. Neglecting losses, 
the tendency in a motor, which has an e.m.f. applied to it, 
is for the torque to balance the counter-torque. In other "^ 
words, the motor tends to exert a turning effort sufficient J 
to turn over the load. With a heavy load, large motor ■ 
torque is necessary, and hence, for a given constant held, 
large current must flow in order to develop the required J 
amount of magnetic force. The current flow is regulated ] 
automatically by the counter e.m.f., which in turn depends ' 
upon the speed (if the flux and other factors are constant). 
Thus, if the load is increased, the counter- torque will mo- 
mentarily overbalance the torque, thus causing the motor 
to slow down slightly. This will result in a reduction of j 
the counter e.m.f. More current will then flow in the 1 
armature, until the torque increases sufficiently to take c 
of the load. It should be noted that a relatively ! 
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decrease of speed, and consequently of counter e.m.f., will 
cause a very large increase of armature current and hence 
of torque. If the load or counter-torque is decreased (with 
field strength constant), there will be a momentary excess 
of motor torque, which will cause a slight increase of speed. 
This will result in a slightly higher counter e.m.f., which 
will cut down the armature current and hence the torque, 
until a balance is again obtained. The balance is thus auto- 
matically maintained between torque and counter-torque. 
{d) Torque independent of Speed. For any given current, 
motor torque is independent of the speed. Thus, no matter 
whether the motor speeds up or slows down, so long as the 
annature current remains the same, and with constant 
magnetic field, the motor torque will be constant. Although 
it is usual for the armature current to vary with the speed, 
on account of the change in counter e.m.f,, it is possible, by 
special means, to keep the armature current constant, 
even though the speed is changing. 

(e) Torque and Power. The power output of a motor de- 
pends upon the product of its torque by its angular velocity 
or speed. Hence the torque of a constant speed motor may 
be used as a measure of its power. 

(/) Torque expressed as an equation. The factors which' 
determine the torque developed by a motor may be ex- 
pressed as an equation, thus; 
Torque (in pounds-feet) 

= Armature Current (in amps.) X Number of Poltg 

X Flux per Pole (in maxwells) X Number of / 

Armature Conductors 
All Divided by 852,180,000 X Armature Paths b^" 

tween Brushes Equation (25) 
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is) Numerical example. To determine the torque in 

pounds-feet which a 4 pole motor is exerting, when the 

armature current equals 40 amperes. 

The following data is given: 

Flux per Pole = 2co,ooo lines. 

Number of Armature Coils = 120; hence number of active 

conductors = 240. 

The armature winding is a wave winding; hence there are 

only two armature paths between brushes. 

From equation (25); 

40 X 4 X aoo,ooo X 240 . 
852,180,000 X 2 



Torque = 



4.5 Pounds-feet, 



9. Factors Determining Motor Speed 

(a) For constant speed, tdrgue must balance counter-torque. 
As explained above the motor torque must balance the 
counter- torque, in order to get constant speed. 
(6) Torqjie developed by means of armature current. With 
other conditions constant (such as field strength, number 
and type of connection of armature conductors, applied 
voltage, etc.) the torque developed by the motor will be 
obtained through the agency of the armature current. 
\_c) Ar mature current limited by counter e.m.J. The current 
flowing in the armature will be determined by the applied 
e.m.f., the armature resistance, and the counter e.m.f. 
With the first two factors constant, the counter e.m.f. is 
the determining factor. 

(d) Counter e.m.f. limited by speed. With the constant con- 
ditions as assumed above, the counter e.m.f. will increase 
with increased speed and will decrease with reduced speed. 
The armature current required to supply the necessary 
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motor torque will be determined by the counter e.m.f., 
and this latter will be automatically regulated by the speed. 
Of course, the governing factor will be the counter-torque. 
If this is momentarily greater than the motor torque, it 
wilt reduce the motor speed. If it is momentarily less, the 
motor speed will increase. 

(e) What determines speed jinally attained. The speed 
finally attained, under the given constant conditions, will 
be that speed which will give a counter e.m.f. just large 
enough to allow the required armature current to flow, neces- 
sary to furnish the torque to balance the counter-torque. 
(/) Design factors. Variations in design will naturally 
affect the speed which a motor develops, under a given 
torque. Thus, an increased number of active armature 
conductors tends to increase the torque. Hence, for a given 
load, and substituting a motor with a larger number of 
armature conductors, smaller armature current will be 
lequired to supply the required torque. Reduction in 
armature current must be brought about through increased 
counter e.m.f. Howg;^^j?'''7heiSS.^^^^^ number of active 
armature cojt^rrSt^ increases the^S^^*^'' ^■"'■^- ^^ ^^" " 
the lon^ Since a slight increase m^"^*^*" e.m.f. re- 
sults in a relatively great decrease in cu^fi^*'. ^"^^""^ '^ 
tendency for too great a current decrease. Vlt ^^^^^^' 
is opposed by a decrease of speed, since in thj) 
balance between torque and counter- torque 
lower speed (due to the momentary decrease of 
torque). The speed decreases until the counter e._, 
again decreased to only a small amount more than its 
in the case of fewer conductors. The speed is then such 
the current required for a balancing torque flows in 
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armature. The final result of a larger number of active 1 
armature conductors is a slower speed motor. In the above ' 
discussion, the increased resistance of the armature con- | 
ductors, due to increased length, has not been considered, 
since its effect is negUgible. , 

With two motors, having more than two poles, and of , 
exactly the same design (same number of poles, etc.), one 
having a wave wound armature and one a lap wound ar- I 
mature, with the same applied e.m.f., and both used to J 
turn the same kind of load, the lap wound motor will have j 
a greater speed than the wave wound one. In general, it I 
may be stated that the greater the number of armature ' 
paths between brushes, the greater will be the speed. The 
reason for this can be seen by considering the case of two 
four pole motors, of the same design, but one lap wound and 
one wave wound. The lap wound motor has four armature 
paths between brushes, while the wave wound machine 
has only two. Hence the wave wound armature has twice 
as many conductors in series, in this case, and this is equiva- 
lent to an increased length of the armature conductor, or 
in other words to an increased number of active armature 
conductors. It has been shown that an increased number 
of active armature conductors will give a slower speed 
motor, and hence the wave wound motor will have a slower 

^ speed than the lap wound one. Stated in another way, the 

g^greater the number of armature paths between brushes, the 

•Jless conductors there are in series, and since this is equiva- 

^ Vnt to fewer active armature conductors, the greater will 

^ the speed. 

iShe effects of applied e.m.f. and field strength will be 

It^ ken up in paragraph 10. Since the resistance of the 
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mature is comparatively small, it is not an important factor 
in the determination of motor speed. 
(g) Speed factors expressed as an equation. The various 
factors which determine the speed of a motor may be ex- 
pressed as an equation, thus: 

Speed (in Revolutions per minute) 

= [Applied E.M.F. (in volts) — Armature Current (in 
amps.) X Armature Resistance (in ohms) 

X 6,000,000,000 X No. of Armature Paths between 

Brushes^ 
All Divided by Flux per Pole (in maxwells) X No. of 

Poles 
X Number of Active Armature Conductors. 

Equation (26) 

(h) Numerical example. To determine the speed which a 
4 pole, lap wound (4 armature path) no volt motor will 
develop, when supplying a torque of 40 pounds-feet. 
The following data is given: 
Flux per Pole = 1,000,000 maxwells. 
Number of armature coils = 180, hence no. of active con- 
ductors equals 360. 

Resistance of Armature Winding = 0.5 ohm. 
Solving equation (25) for armature current: 

A.^oH,..r„rr.r.f 852,180,000 X 4 X 40 ,0 

Armature Current = ;: — = 04.68 amps. 

4 X 1,000,000 X 360 ^ 

From equation (26) : 

_ , (no — 94.68 X .5) X 6,000,000,000 X 4 

bpeed = 

1,000,000 X 4 X 360 

= 1045 R.P.M. 

(R.P.M. = revolutions per minute.) 
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10. Motor Speed Control 

(a) Applied e.m.J. From the above discussion, it is clear 
that if the applied e.m.f. is increased (with flux and other 
conditions constant), the counter e.m.f. will also have to be 
increased, in order to limit the armature current to that 
required by the torque. Hence, this increase of counter 
e.m.f. must be brought about by an increase of speed. 
Variation of the applied e.m.f. thus offers a means of speed 
control . 

(6) Fidd strength. An increased field tends to increase the 
torque. Hence, a smaller armature current is required to 
supply the needed torque. This must be brought about 
through increased counter e.m.f. However, the increased 
field increases the counter e.m.f. as well as the torque, and 
since a slight increase in counter e.m.f. results in a relatively 
great decrease in current, the armature current would be 
reduced below that value required by the torque to balance 
the counter-torque, were it not for the fact that the speed 
decreases. The speed drops until the counter e.m.f. is 
only slightly higher than its original value. The required 
current then flows in the armature. Hence, an increased 
field strength results in a slower speed. 

In like manner, a weakened field reduces the torque, and 
also the counter e.m.f. Reduction of the latter results in 
a greater current flow in the armature. This is needed to 
supply the required torque. However, as mentioned above, 
when the field is weakened by but a small percentage, and 
the torque and counter e.m.f. likewise, there" is a relatively 
great increase in the armature current. This tends to raise 
the torque above the required value. However, the speed 
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increases, thus raising the counter e.m.f. to nearly its former 
value, and in this way preventing too great an increase of 
armature current. Hence, the net result of weakening the 
field strength is to increase the speed of the motor. 

This method of speed control is more commonly used than 
that mentioned under {a). The held strength is usually regu- 
lated by changing the field current, but in special motors 
it is sometimes regulated by changing the reluctance of the 
magnetic circuit. ^^_ 

11. Speed Regulation ^^^| 

(a) Definition. The "speed regulation" of a motor is its 
change of speed from full load to zero load, expressed as a 
percentage of the full load speed. Speed regulation has 
nothing to do with speed control, but is analogous to 
"voltage regulation" in a generator. 
(6) Speed regulation expressed as an equation: '^^^1 

Speed Regulation (in %) ^^H 

No Load R.P.M. - Full Load R.P.M. 



Full Load R.P.M. 



- X roo. 

Equation (27) 



(R.P.M. = revolutions per minute.) 

The right-hand side of the equation is multiplied by 100 to 

get the speed regulation in "per cent." 

(c) Numerical example. To determine the percentage 

speed regulation of a motor whose no load speed is 1500 aqf^ 

whose full load speed is 1400 R.P.M. 

From equation (27): 

1500 — 1400 



Speed Regulation = 



1400 
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12. Power Output of Motor 
(a) Determining factors. The horse power output of a 
motor is proportional to the product of its torque and its 
speed. It has been shown above how torque is governed by 
counter-torque, and also how various factors affect the final 
speed attained. 

{b) Output expressed as an equation. The horse power out- 
put of a motor may be expressed as an equation, in tenns 
of the torque and speed, thus: 
Horse Power Output = Torque (in pounds-feet) X Speed 

(in R.P.M.) X 0.00019403 Equation (28) 

From equation (7), 746 watts = i horse power. Hence, 
the output of a motor may be expressed in kilowatts by 
dividing equation (z8) by 1000 and multiplying by 746. 
The following equation will then be obtained: 
Kilowatt Output 

»= Torque (in pounds-feet) X Speed (in R.P.M.) 
X 0.00014474 Equation (ag) 

(c) Numerical example. To determine the horse power 
output and the kilowatt output of a motor which is exerting 
a torque of 50 pounds-feet, while rotating at a speed of 
1000 R.P.M. 

From equation (28): 

Horse power Output = 50 X 1000 X .00019403 - 9.7 Hp. 
From equation (29) : 

Kilowatt Output = 50 X 1000 X .00014474 
- 7-2 + Kw. 

(d) Eow measured. The horse power output of a motor is 
usually obtained by measuring the torque ezerted, by means 



J48 PRACTICAL ELECTRICAL ENGINEERING 

of a Prony brake, and the speed by means of a stop watch 
and revolution counter. An instrument called a "tachom- 
eter" combines both the stop watch and the revolution 
counter, and hence is more convenient. However, it should 
be carefully calibrated and checked up before use, as it is 
subject to considerable error. 

13. Power Input 

{a) Determining factors. It has been shown, under "Laws 
of Electrical Power," that electrical power in watts = volt- 
age times amperage. (See equation (4).) Hence the elec- 
trical power input into a motor will equal the e.m.f. im- 
pressed or applied at the motor terminals times the current 
being drawn by the motor, 

(i) Electrical input expressed as an equation. The power in- 
put to a motor may be expressed in kilowatts, as follows: 
Kilowatt Input 

E.M.F. (in volts) Applied X Current (in amps.) Drawn 
1000 

Equation (30) 

Equation (30) may be expressed in horse power by dividing 
by 0.746 or by multiplying by 1.34. 

(c) Numerical example. To determine the power input, in 
kw. and in hp., when a motor is drawing 100 amperes 
from the line, if the voltage applied at the motor terminals 
= 220: 



From equation (30) : 

Power Input 
The Horse power Input 
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14. Losses in Motor 

These losses are the same as those of the generator. They 
consist of stray power losses and copper losses. (See para- 
graph 12, Lesson 7.) The greater the losses of a motor, the 
greater will be the input required for the same power out- 
put. In other words increased losses result in decreased 
efficiency. Since the electrical energy consumed in losses 
is finally converted to heat, increased losses also mean in- 
creased heating. The stray power Josses reduce the useful 
torque. 

15. Efficiency of Motor 
{a) Definition. The efficiency of a motor is the ratio of its 
useful power output to its total power input. Since the 
efficiency is usually expressed in per cent this ratio must 
be multiplied by 100 to get it in these terms. The ef- 
ficiencies of commercial motors range from 75 to 95 per cent. 
(i) Haw determined: 

(i) Directly. Motor efficiency may be determined directly 
by measuring the power output and the electrical input. 
The torque is measured by means of a Prony brake and 
the revolutions per minute are obtained and the power 
output is then calculated according to equation (29). 
The terminal voltage is measured by a voltmeter and the 
current drawn is measured by an ammeter in series with 
the motor and the line. The power input is then cal- 
culated according to equation (30). The percentage 
efficiency may then be obtained from the following equa- 
ftion: 

Kilowatt Output 
Kilowatt Input 

Equation {31) 
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Numerical Example. To determine the efficiency of a 
motor whose output is 8 kw. and whose input is lo kw. 
From equation (31): 

Efficiency ~ -^g X 100 = 80%. 
(2) Indirectly. Motor Efficiency may be determined in- 
directly by measuring the losses and by calculation from 
the following equation : 

Input — Losses 



Efficiency = - 



-Equation (,^2) 



Input 

The method of obtaining the losses is exactly the same as 
that explained in Lesson 7 — par. 13 {b} (a). The cop- 
per losses are calculated, while the various stray power 
losses are determined together by running the motor un- 
loaded at rated speed. In this case the input, as obtained 
by the voltmeter and ammeter, is equal to the stray power 
losses. These losses are fairly constant under varying 
load, provided that the per cent speed regulation is low. 
The input may be calculated from the equation (30), 
measuring the voltage and amperage as in (i). 

The various opposition methods, described under 
"Electrical Generators," are also used to determin e ef- 
hciency of motors. ^^^| 



16. Armature Reaction in Motor ^^* 

Armature reaction is the effect of armature flux upon 
field flux. (For detailed explanation see Lesson 7 — -par. 14, 
since the principle is the same for motors as for generators.) 
It should be noted that in a motor having the same direc- 
tion of rotation as a generator, the current flowing in the 
armature will have to be in the reverse direction. (See par, 2 
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(5) above.) Hence, since the direction in which the flux is 
shifted, depends upon the direction of the main field and 
that of the armature field, it follows that in a motor, the 
direction in which the field is shifted, due to armature 
reaction, is opposite to that of the generator. In other 
words, the effect of armature reaction in a motor is to dis- 
tort the field, and to shift the flux back against the direction 
of rotation. Hence the load neutral plane is back of the no 
load neutral plane. In general, the methods used for re- 
ducing armature reaction in a generator are applicable to 
the motor. However, several of these, such as "Eccentric 
Pole Shoes," can only be used where the rotation of the 
motor is always in the same direction. 

IT. The Conditions for Sparkless Commutation in the 
Motor Are the Same as those for the Generator 

The effects of armature reaction and self-induction must 
be overcome. Although shifting the brushes backward 
against the direction of rotation, with increased load, will 
stop the sparking, there are a number of reasons why this 
method is undesirable for motors. In a motor, if the brushes 
are shifted against the direction of rotation, the field will be 
weakened. This will result in an increase of speed. More- 
over, if the direction of rotation of the motor were reversed, 
the brushes would be in the wrong posifion. Brush shifting 
is never used for speed control because of the sparking which 
would result. Interpoles furnish the best means of obtain- 
ing sparkless commutation. Resistance commutation is 
always used in conjunction with the interpoles. In special 
motors compensating windings are used also. The position 
of the brushes is fixed in interpole motors. Since the inter- 
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pole windings are connected in series with the armature 
and the load, the direction of the interpole flux will reverse 
when the armature current is reversed. Hence, by re- 
versing the armature current, to reverse the direction of 
rotation, the interpole flux will always be of the correct 
polarity. In a motor, the polarity of the interpole should 
always be the same as that of the pole just passed. Thus, it 
the rotation is from a north to a south pole, the interpole 
between must have a north polarity. Interpoles are es- 
pecially useful in motors subject to frequent reversal, in 
, variable speed motors, and in motors whose load is fluctuat- 
ing. 

18. Classification of Motors 

All motors receive their field excitation from an external 
source. They may be classified according to the manner in 
which their field windings are connected : 
(a) Shunt. In the shunt motor, the field winding is con- 
nected in parallel with the brushes (that is with the armature 
winding). If the current is reversed at the terminals, it 
will reverse in the field winding as well as the armature, and 
since there has been no relative change between them, there 
will be no change in the direction of rotation. Hence, in 
order to reverse the direction of rotation of a shunt motor, 
it is necessary to reverse either the armature current or the 
field, but never both. In a shunt interpole motor, it would 
be necessary to reverse the armature current for the reason 
given in paragraph 17, If a shunt generator were run as a 
motor, and with the same direction of current in the arma- 
ture winding, the direction of the field current would be op- 
posite to what it was in the case of the generator. If the 
generator was being rotated in a clockwise direction, then 
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under the conditions given above, the motor will also rotate 

in a clockwise direction. Although the motor action is 
always opposite to the direction of turning force exerted in a 
generator, it should be noted that in this case, the direction 
of the field has been reversed, thus causing a relative change 
in direction between main field and armature field. On 
this account, the direction of rotation remains the same in . 
the generator and the motor when the armature current is 
in the same direction (provided the field connection is un- 
changed) . 

(b) Series. In the series motor, the field winding is con- , 
nected in series with the armature winding and the Hne. 
If the current is reversed at the terminals, it will .reverse 
in the field winding as well as in the armature and there 
will be no change in the direction of rotation. Hence, as in 
the shunt motor, in order to reverse the direction of rotation, 
it is necessary to reverse either the armature current or the 
field, but never both together. If a series generator were run 
as a motor, and with the same direction of current in the 
armature winding, the direction of the field current would 
be the same as in the case of the generator (since the field 
is in series with the armature). If the generator was being 
rotated in a clockwise direction, then under the conditions 
given, the motor would rotate in a counter-clockwise direc- 
tion. This is in accordance with paragraph 2 (b). In the 
case of the series generator, acting as a motor, there is no 
change in the relative direction of the armature current and 
the field current. 

(c) Compound. Compound motors have a shunt winding in 
parallel with the brushes and a series winding in series with 
the armature and the line. When a compound generator 
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is run as a motor, its direction of rotation will depend on 

the relative strength of the two fields. If the shunt field 
is stronger, its direction of rotation will be the same as 
that of the generator. If its series field is stronger, its 
direction of rotation will be opposite to that of the generator. 
(This assumes direction of armature current the same for 
each case.) Compound motors may be further classified as: 
(i) Differential. A differentially compounded motor is 
one in which the series field winding is so connected as 
to oppose the shunt field. Thus if the direction of the 
series winding is such as to tend to make a north pole, 
the current direction of the series winding will tend to 
produce a south pole. The result is that whDe one wind- 
ing (the stronger) magnetizes, the other one tends to de- 
magnetize. The purpose of the differential winding will 
be taken up later. 

(2) Cumulative. A cumulatively compounded motor is 
one in which the series field aids the shunt field. This 
combination gives some of the advantages of a series 
motor, without its disadvantage of racing at no loi 
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19. Motor Characteristics 
(ffl) Shunt: 

(i) Speed characteristic. The speed of the shunt motor is 
practically constant, but falls to a slight extent as the 
load is increased. This is shown by the curve in Fig. 65. 
The applied e.m.f. is assumed constant. The drop in 
speed may be only one or two per cent, between no load 
and full load, for large motors, while for small ones it may 
be as high as 15%. At no load the speed of a shunt 
motor is such that the counter e.m.f. induced in the ar- 
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mature windings will practicaEy equal the applied e.m.f. 
As the load is increased, more current is required to supply 
the necessary torque and this is obtained through a slight 
decrease of speed. A slight decrease of speed and hence of 
counter e.m.f. permits a relatively large current to flow. 
As increased current is drawn, armature reaction will be 
increased and this will tend to weaken the field. As ex- 
plained above, when the field is weakened, the motor 
tends to speed up. Hence the armature reaction opposes 
the effect of increased current, and the net result is that 
the speed decrease is less than if armature reaction were 
not present. Of course, if not for armature reaction, the 
field strength would be constant so long as the applied 
voltage and the field resistance remained constant. As 
a matter of fact, the applied voltage is often subject to 
variation, while the resistance of the field winding in- 
creases as the motor becomes hot. Increased resistance of 
the winding results in less field current and a weakened 
field, thus tending to increase the speed. If the field ex- 
citation is such that the magnet cores are worked above 
saturation, the field strength will remain constant in 
spite of slight changes in the field current and also in 
spite of armature reaction. In this case the speed will be 
directly proportional to the applied voltage, and if this is 
kept constant, the speed regulation will be somewhat 
poorer than if the effects of armature reaction were present. 
If the magnetic circuit of the motor is worked at a point 
quite a good bit below saturation, there will be very little 
variation of speed, even though the appHed voltage varies 
widely. This is because the field strength will vary di- 
rectly with the field current in this case, and hence an in- 
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^H crease of applied voltage will increase the field strength. 
^H The tendency for an increased armature current will be 
^H opposed by an increase of counter e.m.f. (just as if the 
^H applied voltage increased with constant field), but in this 
^H case the increased counter e.m.f. will result from the 
^H strengthened field, instead of from an increase of speed. 
^H (2) Torque characterislic. As the counter-torque on a 
^H shunt motor is increased, the torque which the motor 
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^^^H Mechcinical Load ^^^B 
^^^P Fig. 65. — Shunt motor characteristic curves. ^^^ 

develops will increase and the armature current will also 
increase in almost direct proportion (Fig. 65). In other 
words, since the field is very nearly constant in the shunt 
motor, the necessary torque must be developed by means 
of the armature current. However, when the motor is 
heavily loaded, the field is weakened, as explained above, 
and hence the increase of current will not be in direct 
proportion, as comparatively more current will be re- 
quired to supply the torque. Stated in another way, 
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more than double the current will be required to supply 
double torque, due to the weakening of the field with in- 
creased load. 
(b) Series: 
(i) Speed ckaracierislic (Fig. 66). With the applied volt- 
age constant, the greater the load, the less will be the speed 
of a series motor. As the load is lessened the motor will 
speed up, and if the load is entirely removed, it will 
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Mechanical Load 

Fig. 06. — Series motor characteristic curves. 

"run away." In the series motor, increased torque neces- 
sary to counterbalance increased counter-torque is sup- 
plied by both increased armature current and increased 
field. When the load is increased, the motor slows down 
slightly, and the resulting decrease of counter e.m.f. allows 
more current to flow in the armature. Since the field is in 
series with the armature the field strength is increased as 
well as the armature current. This tends to slow the 
motor down still further (in accordance with paragraph lo g 



!58 PRACTICAL ELECTRICAL ENGINEERING 

(b)). The speed finally reaches a constant value when the 
strength of the field and of the current in the armature is 
such as to supply the necessary torque. As the in- 
creased load decreases the speed, the tendency to de- 
creased counter e.m.f. is opposed by the strengthened field. 
This prevents too great an increase of current. 

As the counter-torque is decreased, the motor speeds 
up in order that the decrease of counter e.m.f. may limit 
the armature current to the required amount. However, 
since the armature and field are in series, the field is 
weakened also, and this results in a further increase of 
speed. This increase continues until a balance is once 
more attained. If the load is entirely removed, it is 
impossible to reach a balance, and the speed will continue 
to increase until the armature bursts, due to the action 
of centrifugal force upon it. Only a slight current is 
necessary to supply the torque to turn over the series 
motor at no load. With the load removed, the increased 
speed tends to increase the counter e.m.f. in order to limit 
the current flow to that required (to take care of losses). 
However, this tendency to increased counter e.m.f. is 
opposed by an ever weakening field, which pulls the 
counter e.m.f. down again. The speed increases more 
and more, and the field is further weakened, thus pre- 
venting the increase of the counter e.m.f. As a result, there 
will be sufficient current flow to continue the process until 
bursting speed is reached. 

(2) Torque characteristic (Fig. 66). This is the most im- 
portant characteristic of the series motor. Instead of 
varying directly with the current, as in the shunt motor, 
the torque increases with the square of the current. In 
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other words, if the current is doubled, the torque will be 
increased four times. If the current is tripled, the torque 
will be increased nine times. (This assumes the magnetic 
circuit worked considerably below saturation.) Hence, 
for the same current, the torque of the series motor will 
be much greater than that of the shunt. Moreover, the 
series motor will have a much better starting torque. 
The reason for the high torque of the series motor lies 
in the fact that the armature and the field are in series. 
Torque is proportional to field flux and to armature cur- 
rent. An increase of armature current in the series motor 
is accomplished by an increased field strength, since the 
current flowing in the armature also flows in the field 
winding. Hence doubled armature current also means 
doubled field (where worked weU below saturation) and 
hence this results in quadrupled torque, 
(c) Dijjerential compound: 
(i) Speed characterisHc (Fig. 67). By proper design of 
the series winding, the speed characteristic of the series 
motor may be made such that an absolutely constant speed 
will be maintained at all loads. The weakening effect of 
the series field must be suflicient to counteract the tend- 
ency which a shunt excited motor would show, to slow 
down slightly at increased load. If the series field is toq 
strong, the motor will speed up as the load is increased, 
due to the weakened field. 

(2) Torque characteristic. Since there is a relatively large 
amount of current drawn at starting, the field will be 
greatly weakened at starting in a differential motor. 
Since the torque depends upon the field strength as well 
as the current, the starting torque of this motor will be 
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^^^ extremely poor. Moreover, if an attempt is made to 
^^H overload the motor, the field will become greatly weakened, 
^^M due to the action of the series winding, and as a result, 
^^B the motor will be unable to develop the required torque. 
^H Hence it will stop, and the counter e.m.f. will fall to zero. 
^^H The resulting rush of current will burn out the armature. . 
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^^V Load ^^^^^1 
^^B. Fig. 67. — Speed characteristic of a differentially compounded vaotar. 

^^r unless it is protected by overload circuit breaker or fuses. 
(d) Cumulative compound: 

(1) Speed ckarackristic (Fig. 6&). The speed of the cumu- 
lative motor decreases quite rapidly with increased load. 
This is because the series field, acting in the same direc- 
tion as the shunt, increases the field strength as the load is 
increased. Hence the motor slows down to a greater 
extent than if it were simply shunt excited. 

(2) Torque characteristic {Fig. 68). On account of the 
action of the series field, this motor has excellent starting 
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■ torque. Moreover, unlike the series motor, it will not 
"run away," if the load is removed. Its torque, at all 
values of armature current, is much better than that of 
the shunt motor. In some cases, where the high starting 
torque is the principal consideration, the series field is 
short-circuited after full speed is attained. 
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Mechanical Load 
and torque characteristic of a cimiiilatively compounded 



20. Motor Applications 
(a) Shunt. The shunt motor is adapted to loads requiring 
fairly constant speed, with moderate starting torque. Shunt 
motors find wide application in industrial work, for driving 
machine tools, line shafting, etc. They are also applied in 
cases where the load is liable to be entirely removed or where 
excessive speed would injure the machinery being turned. 
{b) Series. Series motors are adapted to loads requiring 
high starting torque and frequent stopping and starting. 
As the torque of the series motor is increased, the speed 
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decreases and this prevents excessive power consumption. 
The series motor is used for electric railway work, for 
hoists, etc. 

(c) Differenlial. This motor is adapted only to special 
classes of work, on account of its poor torque characteristics. 
It is used where an absolutely constant speed is desired 
under varying load, but where the torque required is light. 
The motor in the motor generator set of commercial wireless 
telegraph outfits is an example of the use of differential 
compounding. 

{d) Cumulalive. The cumulative motor is adapted to loads 
which require high starting torque, with not too wide a 
variation of speed. Elevators and hoists are of this class. 
The motors used for such loads are heavily compounded 
(have a large number of series turns). In the case of ele- 
vator motors, the series field is short- circuited after con- 
stant running speed is reached. Where the load requires 
high starting torque and nearly constant speed, either the 
shunt field is heavily excited, or else the series field is cut 
out altogether after starting. ^^^B 

21. Shunt Motor Operation ^^| 

(a) Starting. When the armature is at a standstill, there will 
be no counter e.m.f. induced, and hence there will be nothing 
to Hmit the current in the armature, except the armature 
resistance. Since this resistance is small, an excessive cur- 
rent would flow at starting, unless some external means were 
provided to limit the current flow. Hence, a starting re- 
sistance is always inserted in series with the armature and 
the line, and this is gradually cut out as the motor gets up 
to speed. The starting resistance is usually incorporated in 
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a starting box (Fig, 69). A form of starting box, which is 
often used, consists of the following essential features: 
sistance wire wound on porcelain insulators in coils, within 
a cast iron box; contact buttons on the face of the box, 
and connected to the resistance wire; a movable contact 
arm, which makes contact with the buttons and which can 
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r starting box. 

be swung over until all the resistance is out of the circuit;^ 
a magnet, which holds the contact arm in position, with all 
the starting resistance cut out, but which is so connected 
that it releases the arm when there is no voltage in the line 
(hence called a no- voltage release); a spring to draw the 
arm into its original position, when released by the magnet, 
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' and binding posts, or terminals for connecting the box 
properly to the motor and the line. In addition, some start- 
ing boxes are equipped with overload releases. These will 
be described later. As mentioned above, the starting re- 
1 sistance is connected between one of the motor terminals 
I and one line terminal. The connections within the box are 
so arranged that as the contact arm is moved upward 
against the action of the spring, the starting resistance is 
gradually cut out of the circuit. The holding magnet is 
usually connected in series with the shunt field. It can then 
act both as a no-voltage release and as a no-field release. 
Where the holding magnet is connected directly across the 
line, it simply acts as a no-voltage release, A no-voltage 
release is necessary to allow the contact arm to return to its 
original position, and to automatically cut in the starting re- 
sistance, in case the voltage should suddenly go off the line. 
If the contact arm remained with the resistance entirely 
cut out in such a circumstance, and if the voltage should 
again be applied to the line, the resulting rush of current 
through the armature would probably burn it out. A no- 
field release provides against the motor "running away" 
in case of a break in the field circuit. A break in the field 
circuit reduces the field magnerism to the small amount 
furnished by the residual magnetism of the poles. This 
weak magnetic field is unable to furnish the required counter 
e.m.f., and hence the speed will become excessive unless the 
motor is disconnected from the line. However, with the 
field connected in series with the holding magnet, as in 
Fig. 69, the magnet will release the arm, in case the field 
circuit is broken, and the spring will then draw the arm 
back to its original position, thus disconnecting the motor. 
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One form of over'oad release consists of a magnet in 
series with the line and the armature. This magnet is ar- 
ranged to attract a pivoted iron keeper if excessive current 
flows. The pivoted arm, when attracted by the magnet, 
makes connection between two contacts which are con- 
nected so as to short-circuit the holding magnet when the 
circuit is closed. Hence, if more than the allowable current 
is drawn from the line, the overload magnet attracts its 
pivoted keeper, and this closes the circuit whereby the 
holding magnet is short-circuited. The holding magnet then 
releases the contact arm and the spring pulls it back to its 
original position thus disconnecting the motor from the 
line. In another form of overload release, the overload 
release magnet attracts a pivoted arm, which is arranged so 
that this will result in breaking the circuit between the motor 
and the line. This then operates the no-voltage release. 

In tracing out the connections of a starting box, it is well 
to bear the following points in mind: First, that the starting 
resistance must be in series with the armature and the line; 
second, that the shunt field connection must be such that 
the field will have full line voltage across it at starting, so 
that maximum starting torque will be obtained; third, 
that the usual connection of the holding magnet is in series 
with the field and the line; fourth, that a connection is 
practically always necessary between one motor terminal 
and the line, outside of the starting box. If two terminals 
are marked line, it is safe to assume that they should be 
connected to opposite sides of the line, since if both were 
supposed to be connected to the same side of the line, only 
one line terminal would be necessary on the box, and the 
other connection could be made within the box itself. 



I 

I 

I 



F366 



PRACTICAL ELECTRICAL ENGINEERING 



(6) Speed variation: 
(i) Field strength. Variation of field strength is the usual 
method of changing the speed of shunt motors. The 
field current is varied by means of a rheostat connected 
in series with the field winding and the line. The more 
resistance in series with the field, the weaker will be the 
field excitation and hence the greater the speed. (See para- 
graph 10.) Shunt motors do not have a wide range of 
speed variation by this method, unless equipped with inter- 
poles, since at speeds over 50 per cent above normal spark- 
ing will be objectionable, while it will be impossible to get 
speed very much below normal on account of the satura- 
tion of the field. Another method of varying the field 
strength, which requires a specially constructed motor, is 
by variation of the reluctance of the magnetic circuit. 
This is accomplished in certain motors by shifting the 
armature endwise, so that it will be moved a bit from 
the poles. Another way of varying the reluctance is by 
the use of hollow poles, fitted with movable cyhndrical 
cores. When these are drawn outward, the length of 
the air gap is increased. The increase of speed which 
follows is not accompanied by the sparking associated 
with decrease of field current. 

(2) Applied e.m.f. There are three distinct methods of 
varying the speed by variation of the apphed e.m.f. 

One method simply consists in inserting a resistance in 
series with the armature and the line. By varying this 
resistance, the e.m.f. applied at the terminals will also 
be varied. This method is extremely inefficient, because 
the load current must pass through the control resistance 
and hence the power loss (current squared times re- 



THE DIRECT-CURRENT MOTOR 



267 1 



WJTz 



sistance) will be excessive except at full speed. This 1 
method is not much used in practice, on account of its I 
fineffidency. 

Another method consists of the use of multi-voltages. 
In this method the control switch is arranged so that the 
motor can be connected across lines operated at different 
voltages. Thus, the motor may first be connected across 
a 60-volt line then across a 220-voIt line, then across 
440 volts, etc. Where a three-wire system or a three- 
wire generator suppHes the energy, two voltages (usually 
about 120 and 240), one twice the other, will be very 
conveniently obtained. It is usual to supplement the 
multi-voltage method of speed control by the method 
first mentioned under (1). 

A third method of speed change, depending upon vari- 
,tion of the applied e.m.f., is that known as the "Ward- 
Leonard System." This offers the most flexible means 
of motor speed control. An auxiliary motor generator 
set is necessary, the auxiliary motor being operated at a 
constant speed, and the auxihary generator supplying 
the motor whose speed it is desired to control. This 
latter motor, although a shunt motor, has its field sepa- 
rately excited across the supply mains, instead of re- 
ceiving its excitation from the auxihary generator circuit. 
By changing the excitation of the auxihary generator 
(by means of variable resistance in series with the field), 
any desired e.m.f. can be applied to the motor and hence 
practically any desired speed can be obtained. This 
system is chiefly used for the control of turret-turning and 
gun-elevating motors used on battle-ships. It is rather 
comphcated and expensive for ordinary commercial work. 
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(c) Operating and conlrolUng. Since the motor is also classed 
as a dynamo, it should be operated with the same care as 
the generator. Before starting, the motor should be care- 
fully inspected to see that nothing has been left in the way 
to prevent rotation. The oil wells at the bearings should 
be filled. In addition to the starting box and means of speed 
variation described above, there are a number of special 
devices for controlling the operation of motors. These are 
called "motor controllers," or "speed regulators." These 
controllers usually combine the function of starting box 
and control switch for speed variation. In certain types, 
which vary the speed by variation of the applied e.m.f., 
the starting rheostat has sufficient carrying capacity to 
carry the load current continuously on any step. Thus, if 
the motor is started up, and the contact arm is left in mid- 
position, the resistance still in series with the armature 
cuts down the apphed e.m.f. and hence the machine will 
operate at lower than normal speed. The controllers are 
equipped with no-voltage and overload releases similar 
to those used on starting boxes, except that the holding 
magnet will hold the arm in any point of contact along the 
controller resistance. Some controllers combine a field 
rheostat, for regulating the field strength, with the features 
of e.m.f. control, for further variation of speed. 

In starting up a motor with the ordinary starting box, 
care should be taken to move the starting handle at a uni- 
form speed, not too slow and not too fast. If moved too 
slow, there is a possibility of burning out some of the start- 
. ing resistance as it is not designed to carry load current for 
any length of time. If moved too fast, the motor may not 
have a chance to come up to speed before full line voltage 
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is thrown on it, and in this case the counter e.m.f. will not 
be sufficient to prevent throwing the circuit breaker, or even 
burning out the fuses or the armature winding. There are 
a number of automatic motor starters on the market. 
When these are used, it is simply necessary to press a button 
in order to start the motor and bring it up to speed. In 
certain types of automatic starters, a solenoid cuts out 
successive resistances in series with the armature and the 
action takes place at a pre-determined uniform rate, thus 
eliminating the personal element. 

While operating the motor, it should be frequently in- 
spected, care being taken that the oil rings are rotating, 
that the oil cups and wells are sufficiently supplied with 
oil, and that the motor is not overspeeded. 

To stop the motor, it is usually simply necessary to pull 
the line switch. The release magnet on the starting box, 
or controller, then allows the spring to pull the contact 
handle back into its original position. In certain special 
cases, where it is desired to bring the motor to rest rapidly, 
a device is provided which automatically short-circuits 
the motor terminals when the line switch is opened. The 
motor then acts as a short-circuited generator, and the 
large currents flowing produce sufficient magnetic drag, 
in conjunction with the field, to bring the motor to a quick 
stop. 

The method of reversing a shunt motor is discussed in 
paragraph 18 (a). Where frequent reversal is necessary, 
a reversing switch is provided for reversing the current in 
the armature circuit without reversing the current in the 
field. 
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22, Series Motor Operation 
(a) Starling. The series motor requires a starting resist- 
ance, just as the shunt motor does, to limi t the current 
drawn at starting. The starting boxes for series motors are 
only slightly different from those used for shunt motors. 
In the type of starting box having two binding posts, the 
holding magnet is in series with the armature, the field, and 
the load. Hence, its excitation will vary with the load. In 
another type of box, the holding magnet is connected across 
the line. 

(fi) Speed variation: 
(i) Field strength. The speed of a series motor may be 
changed by varying the field strength. This is accom- 
plished by shunting the field winding with a variable 
resistance. This method is mainly applicable to inter- 
pole motors, since in motors without interpoles, varia- 
tion of the field in this manner would cause sparking on 
account of the armature reaction. 

(2) Applied e.m.f. There are, in general, two methods of 
varying the speed by variation of the apphed e.m.f.: 

One method consists of inserting resistance in series 
with the armature and the line, as in the case of the 
shunt motor. Although this method is used to a certain 
extent, still this inefficient because of the energy con- 
sumed in the regulating resistance. 

Another method of varying the applied voltage is to 
connect similar motors, first in series, and then directly 
across the line. In the former case, the applied voltage 
across each motor will be only one half that of the latter 
case. This method is used in conjunction with the use 
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of armature resistance in regulating the speed of street- 
railway motors. 
(c) Operating and controlling. Series motors require the same 
general care as shunt and compound motors. In addition, 
there are certain precautions which apply only to the series 
motor. As mentioned above, series motors should never be 
started up without a load. It is preferable that series motors 
be permanently connected to the load. Where this is not 
feasible special precautions must be taken to prevent the 
motor from "running away" in case the load is accidentally 
thrown off. 

In railway work, special controllers are used for operating 
and controlling the speed of the motors. These controllers 
are simply switches of the drum type. By turning the con- 
troller handle, the desired connections are made for starting 
and controlling the speed of the motors. In the case where 
there are two motors to the car, the first step of the controller 
connects the two motors in series and also in series with 
the starting resistance. As the controller handle is turned 
further, the resistance is cut out and the motors speed up. 
At the next step, the two motors are connected in parallel, 
but with a resistance between them and the line. Full 
speed is finally attained when further motion of the con- 
troller handle cuts out this resistance. Both motors now 
receive full line voltage. 

The method of reversing the series motor is explained in 
paragraph 18 (6). 



23. Compound Motor Operation 

The starting, stopping, reversing, and speed control of the 
compound motor is accomplished in the same manner as 
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that of the shunt motor. Shunt motor starting boxes and 
regulators can be used for compound motors. However, 
special control devices are used for compound motors in 
cases where it is desired to cut the series winding out of the 
circuit after starting, etc. ^^^| 

24. Motor Protective Devices ^^^1 

Motors are usually protected by means of circuit breakers. 
These operate and open the Une circuit as soon as the motor 
draws a certain predetermined current from the line. The 
overload release on the starting box performs the same func- 
tion. As a further protection, fuses are usuaUy connected 
on both sides of the line, and these bum out in case the cir- 
cuit breaker fails to operate. 

26. Motor Troubles 
(a) Sparking, heating, etc. These are due to the same causes 
as mentioned under "Generators," and they can be pre- 
vented as explained under paragraph 19 of that heading. 
(6) Excessive speed. This may be caused by too weak a 
field or by incorrect brush position. It can be remedied by 
cutting some of the resistance out of the field circuit, or by 
shifting the brushes to the position where least sparking 

(c) Under-speed. This is generally due to an overload, but 
possibly may be due to overexcitation of the field. The 
remedy is obvious. Paragraphs (b) and (c) do not apply to 
series motors, 

id) Failure to start. This may be due to excessive load. In 
this case, the circuit breaker will probably trip or fuses may 
blow out. The load should be reduced and another attempt 
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made to start up. If the motor refuses to start, due to exces- 
sive friction, this can be determined by turning it over by 
hand. If there is bearing trouble, it will be very hard to turn 
it in this way. Open circuits, either in the machine itself 
or at the fuses, may be the cause of the trouble. First test 
for voltage at the terminals of the motor; then test for cur- 
rent in the armature by observing whether there is a spark 
when brushes are raised. The trouble may also be caused 
by short-circuits in the armature. E.xcessive current will 
then be drawn. If there is a sbort-circuit or "open" in the 
field, the machine will not start under load, and the mag- 
netism will be weak. However, an open-circuit in the field 
of an unloaded shunt motor will cause it to "run away." 

26. Motor Tests 
The tests for ' ' short-circuits, ' ' ' ' grounds , " " open-cir- 
cuits," etc., are the same as those described in paragraph 20 
under Generators. 

27. Limitation of Output 
The output of a motor is limited by the current-carrying 
capacity of its windings, sparking at the brushes, and its 
. ventilation. 

»28. Rating of Motors 
The rated power output of a motor is that load which it 
'can carry continuously, without excessive sparking, and 
without exceeding certain temperature limits. The rating 
of the motor is usually stamped on the name-plate. It may 
be given in horse power or in kilowatts. The rated 
age is also stamped on the name-plate. The 220-volt 
is the one most commonly used for industrial work. 
iio-volt motor is often used for light work. 
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Outline of Appendix— LABORATORY EXPERIMENTS 

. — Calibration of Ammeter. 
3 — Calibration of Voltmeter. 

3 — Study of Direct-Current Ammeters and Voltmeters. 

4 ~ Study of Wattmeter. 

6 — Study of Watt-hour Meter. 

6 — Measurement of Resistance by Means of Wheatstone Bridge. 

7 — Voltmeter- Ammeter Method of Measuring Resistance. 

8 — Measurement of Resistance by ComparisoD of Voltmeter. 

Deflections, using Standard Resistance. 

9 — Voltmeter Method for Insulation Resistance. 

10 — Measurement of Insulation Resistance — Direct Deflection 

Method. 

11 — Ko-load Tests of Shunt Generator, 

12 — Load Characteristics of Shunt Generator. 

13 — No-Load and Load Tests of Series Generator. 

14 — Load Characteristics of compound Generator. 
IB — Operation of Shunt Generators in ParalleJ. 

16 — Compound Generators in Parallel. 

17 — Starting Boxes ; No-Load Characteristics of Shunt Motor. 

18 — Shunt Motor Brake Test. 

19 — Brake Test of Series Motor. 

20 — Compound Motor. 



Experiment 1 — CALIBRATION OF AMMETER 

1. Purpose. To calibrate direct-current ammeter by com-* 

paxison with ammeter of permanent magnet, movable 
coil type. 

2. Apparatus. Standard ammeter; ammeter to be cali- 

brated; standard shunts for the required range of 
current; variable resistance; source of power. 

3. Procedure. Connect the ammeter to be calibrated in 

series with the standard instrument, the variable re- 
sistance and the source of power. Adjust the current 
value by means of the variable resistance so that a 
full scale reading can be taken. Take readings of both 
ammeters simultaneously. Reduce the current value 
by about 5 amperes, by means of the variable resist- 
ance, and take readings as before. Continue readings, 
every 5 amperes, until range of instruments has been 
covered. 

4. Curves: 

(a) Plot standard amperes as ordinates — actual 
amperes as abscissae. 

(6) Plot corrections necessary as ordinates ^ actual am- 
peres as abscissae. 
6. Answer in report: 

(a) Are instruments affected by being placed too close 
together? Why? 

(6) What special precautions should be observed in 
using ammeters? 

(c) Name several types of direct-current ammeters. 
376 
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Experiment 2 ~ CALIBRATION OF VOLTMETER 

. Purpose. To calibrate direct-current voltmeter by com- 
parison witli voltmeter of permanent magnet, movable^ 
coil type. 

. Apparatus. Standard voltmeter; voltmeter to be cali- 
brated; variable resistance; source of power. 

. Procedure. Connect variable resistance in series with 
source of power. Connect botli voltmeters across same.^ 
points of variable resistance, and so that they will 
dicate change when resistance is varied. If one 
sistance is not sufficient, use two in series. By varying 
resistance, take voltage readings, about every 5 volts 
over entire range of instrument. 

. Curves. Plot a correction curve so that for any actual 
reading of the voltmeter ilnder test, it can be seen from 
the curve how many volts must be added or subtracted. 
Plot actual readings as abscissae — corrections as ordi- 
nates. Put positive corrections above the horizontal 
base hne, negative corrections below. 

. Answer in report: 

(a) What precautions are necessary in using volt- 
meters? 

(b) Name several types of voltmeters. Which are 

most accurate? 

(c) Why is a mirror placed beneath the pointer? How is 
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Experiment 3 — STUDY OF DIRECT-CURRENT 
AMMETERS AND VOLTMETERS 

1. Purpose. To study operating principles and construc- 

tion of various types of direct-current ammeters and 
voltmeters. 

2. Apparatus. Ammeters; voltmeters; stop watch; lamp 

bank; source of power. 

3. Procedure: 
(a) Sketch roughly, in the laboratory, the important 

elements of each instrument, 
(6) Connect all the ammeters in series with the lamp 
bank and the source of power, and all the volt- 
meters in parallel with the lamp bank, and observe 
following, for each instrument: Whether instru- 
ment is dead-beat; whether affected by stray fields; 
whether affected by proximity of other instru- 
ments; whether adapted for portable use; how 
damping is obtained; whether scale is uniformly 
calibrated; what force returns pointer to zero. 

Next test each instrument for zero. When it is 
placed in the position in which it is to be used, the 
pointer should be on zero. Note method provided 
for making zero adjustment, and perform this, if 
necessary. (Do this under instructor's personal 
supervision — never bend the needle.) 

Test each instrument for balance. After the 
meter has been set on zero, test the balance by 
placing the meter in several different vertical posi- 
tions. If properly balanced, pointer should not 
deviate more than one-sixteenth inch from zero. 
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Finally, test each instrument for sluggishness. 
Cause the needle to swing and note whether it 
comes back to the same point. 
Answer in report: 

(a) Explain how changes of temperature affect ac- 
curacy of voltmeters and ammeters. 

(6) Explain how to use a voltmeter above its range. 
Below its range. 

(c) Name the various types of ammeters and volt- 
meters, 

{d) Explain differences between ammeters and volt- 
meters. 

(e) What will happen if an attempt is made to use an 
ammeter as a voltmeter? 

(/) What will happen if an ammeter marked "use with 
external shunt," is put in a circuit without a shunt? 

(g) Explain the use of various shunts to increase range 
of ammeter. 



Experiment 4— STUDY OF WATTMETER 

1. Purpose. Study of connection and operation of indicat- 

ing wattmeter, and calibration with reference to volt- 
meter and ammeter. 

2. Apparatus. Wattmeter; ammeter; voltmeter; lamp bank 

for load ; source of power. 

3. Procedure: 

(a) Connect the apparatus as shown in Fig. 33 (Les- 
son 5). Be sure before connecting, that the voltage 
range of the instrument is greater than that of the 
line. Turn on a single lamp in the lamp bank, and 
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I alter connections so that all instruments read in 

I the proper direction. Reverse the potential con- 

F nections of the wattmeter, and explain change of 

I deflection. Reverse the current connections. Ex- 

I plain change. Determine what will happen when 

' both current and voltage connections are reversed. 

Explain. 

(b) With several lamps as a load, note the reading of 

the wattmeter in whatever position it happens to 
L be in. Then shift it through 90 degrees in the same 

I plane, and note any change in deflection. Finally 

I shift it to a position at 180 degrees from its first 

position, and note any change. Reverse both cur- 
rent and voltage connections, noting change. 
Keep load constant during these tests. Tabulate 
results. Explain. 

(c) Turn on more lamps, until wattmeter carries full 

rated current. Read volts, amps., and watts. 
Take about 10 sets of readings, gradually reducing 
current to zero. Keep the voltage constant 
I throughout the test, and be sure to eliminate the 

effects of terrestrial magnetism. Shift connections 
so as to use "Ind" terminal, and take several read- 
ings using same current values as above. Note 
whether readings check with those obtained in 
first case, and explain any differences. 
4. Curves. Calculate true watts by multiplying voltmeter 
readings times ammeter readings. Plot the actual 
watts recorded by wattmeter as abscissae; plot cor- 
rection values as ordinates, placing watts to be added 
above the horizontal line, those to be subtracted below. 
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Thus, if the wattmeter reads 20 watts and the actual I 
power is 15, then at the 20 watt point on the abscissa, 
it is necessary to plot an ordinate of 5 watts below the 

line, showing that to get the true power, it is necessary I 

to subtract 5 watts, I 

Answer in report: I 

(a) What is the purpose of the compensating coil? I 

(6) If the " ± " and the "Ind" terminals were used as 1 

potential terminals, what would be the result? | 

(e) How is it possible to make the scale uniform in this I 

type of instrument? I 

(d) Describe briefly the construction and the principle ] 

of operation of this type of wattmeter. I 

Experiment 6 — STUDY OF WATT-HOUR I 

METER 1 

1. Purpose. To study adjustment, calibration, and con- j 

struction of commutator type watt-hour meter, 1 

2. Apparatus. Commutator type watt-hour meter; lamp | 

bank for load; voltmeter; ammeter; stop watch; source I 

of power. I 

3. Procedure: 

{a) Study the operating principle of the meter; sketch 1 

instrument, showing the proper method of con- \ 

Inection to load and line. 

{b) Connect up instruments as shown in Fig. 20 (fl) (Les- I 

son 4). Study the adjustment of the friction com- | 
pensating coil. Determine the position of the coil 
at which the meter will creep; position at which 
meter will creep when jarred, and position at which 
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it just ceases to creep. Leave coil at this last posi- 
tion and determine power necessary to start, 
(c) Adjust the permanent magnets so that they give 
the correct constant {as marked on the rotating 
disc) at full load. The method of making this 
adjustment is as follows: Using the stop watch, 
count the number of whole revolutions of the disc, 
for about 60 seconds. At the same time, read the 
ammeter and the voltmeter. Then the volts, times 
the amperes, times the time in seconds will equal 
energy in watt-seconds. If this is divided by 3600 
(since there are 3600 seconds in an hour) the actual 
watt-hours will be determined. This should check 
up with the product of the constant of the meter 
times the number of revolutions. Thus, suppose 
that the constant of the meter is 0.4. This means 
that 0.4 watt-hours are recorded for each revolu- 
tion of the disc. Assume that the disc completed 
IS revolutions in 30 seconds. Then the meter 
recorded 15 X 0.4 = 6 watt-hours. This should 
check up with the calculation of the actual watt- 
hours. If it is higher than the actual watt-hours, 
then the meter is going too fast, and the permanent 
magnets should be moved nearer the circum- 
ference. If it is lower than the actual watt-hours, 
the meter is going too slow, and the permanent 
magnets should be moved towards the center. In 
either case, the test must be performed again, 
until the recorded watt-hours, as obtained from 
the number of revolutions times the consta 
check with the actual watt-hours. 
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(d) With the meter correctly adjusted, as per (b) and 1 
(c), vary the load from 5 per cent load to 100 per 
cent overload, taking readings as in (c), at suitable 
load intervals. Do not change the position of the . 
permanent magnets or of the compensating coil, I 
Curves. Plot actual watt-hours recorded (as obtained! 
from revolutions of disc, times constant marked onl 
disc) as abscissae; plot correction values as ordinates, 1 
placing watt-hours to be added above the horizontaiJ 
line, and those to be subtracted below the line. As anfl 
illustration, suppose that the true watt-hours, as 6b~m 
tained from the readings of the voltmeter, ammeter, 
and stop watch, to be 100, while the watt-hours as 
calculated, using the instrument constant, are 95. 
Then at this load, the meter is too slow, and it is neces- 
sary to add 5 watts to get a correct reading. Hence, at 
the 95 watt-hour point on the abscissa, it is necessary 1 
to plot an ordinate above the line, equal to 5 watts-.V 
6. Answer in report: 

(fl) What is the difference between power and energy?'! 

(b) How is the rotation of the watt-hour meter made J 
proportional to the energy expended? 

(c) Why must friction be compensated for? 

(d) Explain bow to read the meter dials. 

(e) If the compensating coil is moved nearer 
armature, should the meter speed up or slowfl 
down? 



Experiment 6 — MEASUREMENT OF RESIST- 
ANCE BY MEANS OF WHEATSTONE BRIDGE 

. Purpose. To study the operation of the Wheatstone 

bridge method of measuring resistance. 
. Apparatus. Several uniinown resistances; three known 
variable resistances; galvanometer; several dry ceDs; 
galvanometer and battery key. 
. Procedure: 

(a) Connect up the three known resistances and one 
unknown resistance in a closed circuit (as shown 
in Fig. 23 (Lesson 5)), also connecting galvanometer 
and battery as in this figure. Arrange the keys 
so that battery circuit will be closed first. Adjust 
the ratio arras so that their resistances are in 
multiples of 10. Referring again to Fig. 23, the 
ratio of arms i to 2 should be as follows (where 
rheostat arm has a total of 6000 ohms resistance) : 

For rent's up to iiohmsmakeRati[)anni= t; arra3= loo 



In this last case, the positions of the unknown 
resistance and the rheostat arms must be in- 
terchanged. That is, the unknown resistance 
is now connected between D and B, and the 
variable resistance is connected between C 
and B. The same holds for all resistances 
above about 6000 ohms. For very high re- 
sistances make the ratio of arms i to 2, one 
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to one thousand. It should be noted that, 
with the unknown resistance at DB, the 
Wheatstone bridge equation becomes; 

Arm 2 , \ 

Unknown resistance = t X resistance of rheostat arm. 

Arm I 

If the approximate resistance of the unknown re- 
sistance is known, arrange the ratio arms in ac- 
cordance with the above table, and adjust the 
rheostat arm until there is no deflection of the 
galvanometer when the keys are closed. The 
method to be followed is to try a rather large re- 
sistance in the rheostat arm, and note the direc- 
tion of the galvanometer deflection; then try a 
small resistance and see whether the deflection is 
in the opposite direction. If it is, then the desired 
adjustment lies between the two values tried. By 
gradually reducing the high resistance, and in- 
creasing the low resistance, that value is finally 
determined, at which there is no deflection of the 
galvanometer. Calculate the value of the unknown 
resistance from the equations of the Wheatstone 
bridge. Take several readings as a check. Vary 
the ratio arms and again attempt to balance the 
bridge. 

(6) Determine the values of the other unknown re- 
sistances. Connect two resistances in parallel 
and determine the joint resistance. Connect the 
same two resistances in series and determine total 
resistance. 
Answer in report: 

(o) Where is the Wheatstone bridge used? 
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(6) What is meant by "zero method," and what are the 
advantages of this? 

(c) Calculate the joint resistance of the two resistances 
in parallel (as explained in "Electrical Circuits"} 
and compare this result with that obtained by 
the Wheatstone bridge. Do the same thing with 
the resistances in series. ^^ 



Experiment 7 — VOLTMETER-AMMETER METHOD 
OF MEASURING RESISTANCE 

1. Purpose. To study method of measuring resistance will} 

voltmeter and ammeter. 

2. Apparatus. Ammeter; voltmeter; variable resistance; 

suurce of power. 

3. Procedure. Connect up the apparatus as in Fig. 26 

(Lesson 5); if the resistance is rather low, and the line 
voltage is such that too high a current will flow when 
resistance is placed directly across the hne, it will be 
necessary to place the variable resistance in series with 
the resistance to be measured. This especially applies 
to armature windings, series field windings, etc. In 
any case, it is safer to start with the variable resistance 
in the circuit. 

(a) Determine the insulation resistance of a generator 
armature winding. Allow current equal in value 
to full load current to flow through the winding 
for about 15 minutes, in order to heat coil to op- 
erating conditions. Then read ammeter and volt- 
meter and calculate resistance as explained in 
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Lesson 5. Vary the current and take readings again. 
Do this several times and average up results. 

(b) Determine resistance of series winding of com- 
pound generator. Follow same method as in (a). 

(c) Determine resistance of shunt winding of compound 

generator. 
id) Determine resistance of unknown resistances sup-_ 

plied by instructor. ■ 

4. Answer in report: ^ 

(a) Where is the voltmeter-ammeter method generally 

used? 

1{b) What are its advantages? 
(c) What is the best method of connection where the 
unknown resistance is low? What error is intro- 
duced in this connection? 
id) What is the best method of connection where the 
unknown resistance is high? Where is the source 
of error in this case? ^M 

Experiment 8 — MEASUREMENT OF RESISTANCE 
BY COMPARISON OF VOLTMETER DEFLEC- 
TIONS, USING STANDARD RESISTANCE 

(,1. Purpose. ,To study measurement of resistance by com- 
parison of voltmeter deflections, using standard resist- 
ance. Also to determine influence of material, length, 
and cross-section of conductor upon its resistance. 

I 2. Apparatus. Voltmeter; standard resistance; unknown 
resistances; dry cells or other source of power; yard.™ 
stick; micrometer calipers or wire gauge. ■ 



28S APPENDIX 

3. Procedure. Connect resistance to be measuerd in series 
with a standard resistance, and a few dry cells. First 
connect voltmeter across standard resistance and 
record its deflection; then connect it across unknown 
resistance and again record deflection. Keep current 
constant. 
(a) Measure resistance of conductors furnished by 

instructor. 
(6) Repeat using one-hall length and also double length 

of each conductor, 
(c) For this partof the experiment, conductors of three or 
four different materials are needed. Measure cross- 
sectional area of each conductor, using micrometer 
caliper or wire gauge to determine diameter. 
Measure length with yard stick, determining re- 
sistance by above method, of length measured. 
' i. Answer in report: 

(a) Calculate from data of (c), the "resistivity" of each 
conductor, in ohms per mil foot. (Use equation 
19.) 

(b) Determine the materials of the conductors tested, 

by comparing their resistivity with that given for 
various conductors in E. E, Handbooks. 

(c) Explain fully theory of determining resistance by 

above method. 

(d) How does the re^^istance of a conductor va 
length? with cross-sectional area? 
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Experiment 9— VOLTMETER METHOD FOR 
IliSULATION RESISTANCE 

Purpose. To determine the use of the voltmeter in 
measuring insulation resistance. 

Apparatus. Voltmeter of known resistance and source of 
power. 

Procedure, Follow directions given in Lesson 5, para- 
graph (c) (see Figs. 27, 28, 29): 

(a) Measure resistance of dead line, having one side 
grounded. 

(b) Measure resistance of live line, having positive 
side grounded. 

(c) Measure resistance between commutator and frame 
of generator. 

(d) Measure resistance of human body. 
Answer in report: 

(a) If the voltmeter shows no deflection when connected 
in series with the resistance to be measured, what 
does this indicate, with reference to the value of 
the unknown resistance? 

(6) Where is this method used? 

(c) Explain the theory of this method. J 

Experiment 10 — MEASUREMENT OF INSULATION 
RESISTANCE-DIRECT DEFLECTION METHOD 

1. Purpose. To determine the insulation resistance of an 

insulated wire coil. 

2. Apparatus. Sensitive galvanometers; Ayrton shunt; coil 
of insulated wire; jar for salt water; switches; source 
of power. 



1 
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Procedure : 

(a) Determine constant of apparatus, connecting up as 
explained in Lesson 5, Fig. 30. Follow directions 
given in Lesson 5, under "Direct Deflection method 
for Insulation Resistance," 

(b) Determine insulation resistance of the wire, fol- 

lowing directions as in (a). 
Answer in report: 

(a) If the insulation resistance of one-tenth mile of wire 
is 50 megohms, what is the insulation resistance of 
a mile of the same wire? Of a yard? 

(b) Explain the action of the wire guard. 

(c) Calculate the specific resistance, or resistivity of the 

tested sample, in ohms per mil foot (use equation 
19, and data obtained from instructor), 



Experiment 11 - 



NO-LOAD TESTS OF SHUNT 
GENERATOR 



rect^ 



Purpose. To obtain no-load characteristics of direcl 
current shunt generator in order to study relation be- 
tween exciting current and terminal voltage. Also to 
obtain speed-voltage characteristic. 
Apparatus. Shunt generator; field ammeter; voltmeter; 
speed counter; stop watch; field rheostat; motor 
or prime mover to turn generator. 
Procedure : 
(a) Run generator at rated speed, keeping speed con- 
stant. Connect field ammeter and held rheostat 
in series with shunt field. Take readings of field 
amperes; terminal volts. Start readings with field 
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ammeter all "out," and gradually cut in field re- 
sistance in about equal steps, finally opening field 
circuit. With field amperes zero, read terminal ' 
volts. 

(6) With constant field excitation, increase the speed 
from lowest possible value to that speeii specified 
by instructor, taking readings of terminal volts 
and speed, at suitable intervals. 
Curves: 

(o) Plot data obtained in run (a) : 

Field amperes as abscissae; terminal volts as 
ordinates. 

(6) From data of run (b), plot: 

Speed as abscissae; terminal volts as ordinates. 
Answer in report: 

(a) What makes self-excitation of shunt generator 
possible? Explain, 

(fr) Explain shape of curves obtained from runs (o) 
and (b). 

(c) What is meant by "saturation" of iron in the mag- 

netic circuit? 

(d) If a run is taken as in 3 (a), but increasing field 
current instead of reducing, it will be found that 
the curve lies below that obtained in (a). What 
causes this? 



Experiment 12 — LOAD CHARACTERISTICS 
OF SHUNT GENERATOR 

). purpose. To determine load characteristics of shunt 
generator. 



r 2g2 
2. Apparatus, 
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Shunt generator; field ammeter; load am- 
meter; voltmeter; field rheostat; speed counter; 
stop watch; lamp bank for load; motor or prime 
mover to turn generator. 

3. Procedure: 

(a) Connect field ammeter in series with shunt field, load 
ammeter in series with armature and load. Load 
generator with lamp bank to about one and one- 
fourth full load. Adjust field rheostat to give rated 
voltage at this load. Keep rheostat at same adjust- 
ment throughout run and keep generator at rated 
speed. Read load amperes; field amperes; and ter- 
minal voltage. Reduce the load to zero in about 

• ten equal steps taking readings at each step. 

(b) Make same run as in (a) and start with one and 

one-fourth full-load current but with field rheostat 
adjusted to give rated voltage at full load. 

(c) With field rheostat adjusted to give rated voltage 

at no load, gradually increase load until generator 
is short-circuited. Keep speed and field adjust- 
ment constant. Read load amperes, field amperes, 
and terminal volts. (This run should only be 
performed with small generator and under super- 
vision of instructor.) 

4. Curves: 

(a) Using data from run (a) : 

Plot load amperes as abscissae; terminal volts 
and field amperes as ordinates. 

(i) Using data from run (b) plot same values as ab- 
scissae and as ordinates as used in curve (a), 
plotting curves on same sheet. 



LABORATORY EXPERIMENTS 



293 



(c) On separate sheet, plot values obtained in run (c) : 
Load amperes as abscissae; terminal volts and 
field amperes as ordinates. 
Auswer in report: 

(a) Name three reasons why voltage falls with in- 
creased load in the shunt generator. 

(b) Calculate the regulation of the generator from runs '. 

(a) and (i). 

(c) Will a shunt generator give better regulation when ^ 

the iron is above or below saturation? Why? 
{d) Name the various losses in a generator. 



Experiment 13 — NO-LOAD AND LOAD 
TESTS OF SERIES GENERATOR 

Purpose. To study characteristics of series generator. 
Apparatus. Series generator; ammeter; load rheostat; 

voltmeter; stop watch; motor or prime mover to turn 

generator. 
Procedure : 

(fl) To obtain magnetization curve: For this test, 
the machine must be separately excited. Start 
with excitation current one and one-fourth times 
rated value. Run at constant rated speed. Read 
field amperes and terminal volts. Start readings 
at high value and reduce in about lo equal steps to 
zero. 

(J) To obtain external characteristic curve; Connect 
field in series with the armature. Connect volt- 
meter across both. Connect ammeter in sericf^j 



olt- ^B 
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with generator and load. Start at one and one- 
L fourth rated load, take readings of ammeter and 

I voltmeter at each step, reducing current in about 

' 10 equal steps to zero. 

(c) Measure combined field and armature resistance by 

voltmeter-ammeter method. 

4. Curves: 

(a) From data of run (a), plot magnetization curve- 
Amperes as abscissae; terminal volts as ordinates. 

(6) On same sheet, from data of run (b) plot external 
characteristic curve: 
Same abscissae; terminal volts as ordinates, 

(c) On same sheet, plot product of load current times 

combined field and armature resistance as ordi- 
nates; same abscissae. 

(d) Add values of curve (c) to curve (b) to obtain "in- 
I ternal" or total characteristic curve. The dif- 
I ference between curve (rf) and (a) represents drop 

of voltage due to armature reaction. 

5. Answer in report: 

(a) Explain special measures necessary to get series 

generator to build up. 
(6) Explain why variations in load, in above tests, must 

be continuous, without going back for readings. 
(c) Explain how the internal characteristic curve is 

derived from the external. 
{d) Why does the internal characteristic curve differ 

from the magnetization curve? 

(e) Explain why voltage increases with load current in 

series generator, and also what limits this increase. 
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Experiment 14 — LOAD CHARACTERISTICS 
OF COMPOUND GENERATOR 

1. Purpose. To determme load characteristic of a compound 

generator. 

2. Apparatus. Compound generator; load ammeter; field 

ammeter; voltmeter; speed counter; stop watch; 
field rheostat; lamp banks for load; motor or prime 
mover to turn generator. 

3. Proceduie: 

{a) Connect generator cumulatively compounded and 
adjust field rheostat so as to get rated no-load 
voltage at rated speed. Gradually load the machine 
in about equal steps to one and one-fourth times 
rated current capacity (without altering position of 
field rheostat) and take readings at each step of 
field and armature currents, and terminal voltage. 
• Keep speed constant. 

(6) Connect generator so that it is differentially com- 
pounded and repeat readings as in (a). 

(c) Connect machine as a shunt generator and again 
make a load test. 

4. Curves. Plot load amperes as abscissae; field amperes 

and terminal volts as ordJnates. Plot three sets of 
curves (from data of (a), (b), and (c)) on one sheet. 
6. Answer in Report: 

(a) How is it possible to tell whether generator is 
cumulatively or differentially compounded? 
^k (b) What is the effect of shunting the series field of a 
^ft cumulatively compoimded generator? 
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(c) Explain difference between "short shunt" and "long 
shunt" connection of compound generator. 

(d) Explain reason for difference of load characteristics 

of shunt, cumulative, and differential generators, 

(e) What three classes are cumulative generators 

divided into? 

( f) Where are over-compounded generators used? 
flat compounded? 

(g) Where are differentially compounded generators 

used? 
(A) What is meant by "voltage regulation'' of a gen- 
erator? 



Experiment 15 ~ OPERATION OF SHUNT 
GENERATORS IN PARALLEL 



1 



1. Purpose. To study operation of shunt generators in 

parallel. 

2. Apparatus. Two shunt generators; field rheostats; lamp 

banks for load; voltmeter; two load ammeters; speed 
counter; stop watch; motors or prime movers to turn 
generators. 

3. Procedure: 

(a) Connect each shunt generator through a double- 
pole, double-throw switch to common bus bars, 
and connect bus bars to load. Connect ammeter 
in series with each machine so as to read current 
supplied by that machine. Connect voltmeter so 
that it can be switched from terminals of one 
generator to those of the other. Be sure that 
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^H positive terminal of each machine connects to 

^H same bus bar (test with voltmeter). Bring each 
^H machine up to rated speed and adjust field rheo- 
^H stats so as to obtain rated voltage at no load. 
^H Connect one machine to bus bars and load to full 

^H load current by means of lamp bank. Practice 

^B throwing other generator in parallel. Try this 

^K with voltage of generator being thrown in exactly 
^K same as bus bar voltage; with voltage slightly 
^H higher than bus bar voltage; and with voltage 
^H slightly lower. Note which gives best results. 
^H Adjust field rheostats so that each machine bears 

^H its share of load. 

^H (b) Increase load on two generators in parallel until 

^H each machine is carrying its full rated load. Leave 

^B field rheostats set at point which gave rated 

. voltage at no load. Keep speed constant at rated 

value. Take load run, reducing load in about 

equal steps from full load to zero load. Take 

readings of field amperes, load amperes for each 

machine, and bus bar voltage. 

(c) Make a load test of each generator separately under 

same conditions as in (b). 

(d) With two generators in parallel, and carrying a 
shght load, gradually weaken the field of one gen- 
erator until the other one supplies current to it 
and runs it as a motor. Disconnect its driving 
motor from the line, so that its operation as a 
motor will be more apparent. 

4. Curves: 

(a) From data obtained in run (b) plot total load 
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current as abscissae; bus bar volts, load amperes 
for each machine, as ordinates. 

(b) From data obtained from run (c) plot load amperes 

as abscissae; terminal volts of each machine as 
ordinates. 
Answer in report: 

(fl) What is the advantage of operating generators in 
parallel? 

(6) What about the characteristics of two shunt gen- 
erators in order for them to automatically share 
all loads equally when in parallel? 

(c) If two shunt generators are connected in parallel 

and do not share the load equally, explain what 
adjustments must be made to make each take its 
share of the load. 

{d) Explain in detail how to connect one shunt gen- 
erator in parallel with another one carrying a load. 

(e) Explain how to cut out a loaded shunt generator, 
which is operating in parallel with another. 

(/) Explain, how it is possible for a generator to be 
run as a motor when operating in parallel with 
other machines. 

(g) What would happen if the positive terminal of a 
machine being connected in parallel were connected 
to the negative bus bar instead of to the positive? 



Experiment 16 — COMPOUND GENERATORS ^H 
IN PARALLEL ^M 

1. Purpose. To study operation of compound generators 
in parallel. 



^H 1. Purpo! 
^H in pa 
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Apparatus. Two ammeters (o-ioo range) ; two field a 

meters (0-5 range); voltmeters; ammeter {0-50 range) 

for equalizer circuit; speed counter; stop watch; 

compound generators; motors or prime movers to 

turn generators. 
Procedure : 

(fl) Connect generators so that they are cumulatively 
compounded. Run each generator separately, 
getting "load characteristic," as explained under 
"Electrical Generators," paragraph 10 (a) (3). 

(b) Connect the generators in parallel, as shown in 
Fig, 60, and take simultaneous readings of load 
amperes; field amperes (shunt); armature amperes; 
equalizer amperes; bus bar volts. 
Curves : 

(a) Plot on the same sheet the data obtained in run 
(a) using load current as abscissae, and field 
amperes and also terminal volts as ordinates. 

(6) Plot on the same sheet all data obtained in nm 
{b), using load amperes as abscissae and all other 
amperes as ordinates; also bus bar volts as ordi- 
nates. 
Answer in report: 

(a) In case the voltage of a shunt or compound gen- 
erator will not build up, where would you look 
for the trouble and what would you do to correct it? 

(b) What are the advantages of parallel operation? 

(c) How would you disconnect a machine from a system, 
when operating in parallel with other generators? 

(d) Should a fuse be used in the equalizer circuit? 
Explain. 
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(e) Explain briefly the action of the equalizer, 
(y) What is the effect of resistance in the equalizer 
circuit? 



Experiment 17 —^ STARTING BOXES; NO-LOAO^H 
CHARACTERISTICS OF SHUHT MOTOR ^^ 

1. Purpose. To study construction and use of shunt 

motor starting boxes and also to determine no-load 
characteristics of shunt motor. 

2. Apparatus. Starting boxes; shunt motor; field am- 

meter; voltmeter; speed counter; stop watch; field 
rheostat; laboratory resistances; source of power. 

3. Procedure: 

(a) Connect up laboratory resistances so as to start 
the motor in three separate steps. Choose resist- 
ances such that full load current is never exceeded. 

(6) Connect a three -terminal starting box to motor. 

(c) Connect a four-terminal starting box to motor. 

(d) Connect a resistance in series with the armature 
and the line, for varying armature voltage. Con- 
nect ammeter in series with the field. Determine 
field excitation which will give rated speed at no- 
load, and keep this value constant during test. 
Gradually reduce armature voltage, taking read- 
ings of voltage and of speed. 

(e) With connections as in (d), keep armature voltage 

constant and vary field excitation, never allowing 
motor to exceed 1.5 times rated speed, taking 
readings of field amperes and of speed. 

4. CurreB: 
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(a) Plot armature voltage as abscissae; speed as or- 

dinates. (Data from (<i).) 
(ft) Plot field amperes as abscissae; speed as ordinates. 

(Data from (b).) 
Answer in report: 
(a) Why is a starting box or rheostat necessary? 
(6) What is the necessity of a no-voltage release on a 

starting box? 

(c) What is the necessity of an overload release on a 

starting box? 

(d) What will happen if the field circuit of a shunt 
motor-is broken while operating without load? 
With load? 

(e) Is the shunt field connected directly across the 

armature in starting a shunt motor? Explain. 
(/) Name three methods of controlling the speed of a 
shunt motor. 



Experiment 18 — SHUNT MOTOR BRAKE TEST 

1. Purpose. To determine action of a shunt motor under 

varying load, using a Prony brake. 

2. Apparatus. Shunt motor; starting box; Prony brake; 

voltmeter; armature ammeter; field ammeter; speed 
counter; stopwatch; field rheostat; source of power. 

3. Procedure. Connect motor to the line, using starting 

box. Connect field ammeter in series with the shunt 

field, and other ammeter in series with the armature 

and the line. Connect voltmeter across armature 

terminals. 

(a) Determine brake zero (see Instructor). 
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(b) Load motor to rated output for 15 minutes to heat 

it to operating conditions. Measure speed at full 
load and then remove load and again determine 
speed. 

(c) With line voltage constant, and with field current 

kept at that value which gave rated speed at no 
load, start readings at no load and gradually in- 
crease load to one and one-fourth full load, read- 
ing motor input and output at regular intervals. 

(d) Measure armature resistance (with motor at stand- 
still), by voltmeter-ammeter method. 

4. Curves. Plot output in horse power as abscissae; fol- 
lowing as ordinates on same sheet: 

Voltage Efficiency 

Field current Torque 

Amperes input Speed 
Power input 

6. Answer in report: 

(a) From data obtained in run (a), calculate the speed 

regulation of the motor, 
(ft) What is the effect of armature reaction on the speed 

regulation of a shunt motor? 

(c) Discuss the speed charactenstic of the shunt motor. 

(d) Discuss the torque characteristic of the shunt 
motor. 

(e) Where are shunt motors used? 

(/) How is it possible to reverse the direction of rota- 
tion of the shunt motor? 



V 
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Experiment 19 — BRAKE TEST OF SERIES 
MOTOR 

1. Purpose. To study speed characteristics of series motor, 

using Prony brake as load. 

2. Apparatus. Series motor; starting box; regulating 

rheostat; ammeter; voltmeter; Prony brake; speed 
counter; stop watch; source of power. 

3. Procedure: 

(a) Connect motor in series with starting box, ammeter, 
regulating rheostat and source of power. Connect 
voltmeter across terminals of motor (so that it 
records drop across both field and armature). 
Keep voltage constant throughout test. Begin 
with motor 25 per cent overloaded, gradually re- 
ducing load in about equal steps, until safe maxi- 
mum speed of motor is reached. At each step read 
volts, amperes, speed, and scale of Prony brake. 

(b) Take a few readings with field shunted to weaken 
it slightly. 

(c) Take a few readings with supply voltage about 

10 per cent above and also a few with voltage 
10 per cent below name-piate voltage. 

Curves: 
(a) Plot, from data taken in run (a), amperes input 
as abscissae; following as ordinates: 
Speed Efficiency 

Torque Horse power output 

(ft) Plot on same sheet, and to amperes input as ab- 
scissae, the results obtained from runs (i) and (c). 

Answer in report: 
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(fl) Compare speed regulation of series motor with that 

of shunt motor. 
(6) What will happen to the series motor if the load is 

suddenly removed? 
(c) Describe precautions necessary in above test. 
{d) What uses are series motors especially adapted for 



and why? 



Experiment 20 — COMPOUND MOTOR 






Purpose. To compare speed characteristics of i 
latively compounded, differentially compounded, and 
shunt motors. 

Apparatus. Compound motor; field ammeter; am- 
meter for armature circuit; voltmeter; Prony brake; 
speed counter ; stop watch ; regulating rheosli^ 
source of power. ^^M 

Procedure : ^^M 

(a) Connect up machine as a shunt motor, and make a 
load run, reducing load in about equal steps from 
one and one-fourth load to zero load. Keep voltage 
on motor as constant as possible by means of rheo- 
stat in armature circuit. Adjust field so that rated 
speed is obtained at no load, and keep field current 
constant throughout tests at this value. Take 
readings of volts, amperes input, speed, and load. 

(b) Repeat with motor cumulatively compounded. 

Start at same no load speed, loading motor to one 
and one-fourth load and then take readings reducing 
load as before. 
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(c) Repeat with motor differentially compounded. 
Start at same no-load speed and take readings as 
in (a) and (6). 
Curves. Plot three curves from data obtained in runs 
(a), (6), and (c), on same axes: Motor load as ab- 
scissae; speed as ordinates. 
Answer in report: 

(a) What advantages have differentially compounded 
motors? What uses are they adapted for? 

(b) How does speed vary with load in differentially 

compounded motor? 

(c) What disadvantage does the differential motor 

have? 

(d) What advantages have cumulatively compounded 
motors? Where are they used? 

(e) How does the speed of the cumulatively compounded 

motor vary with the. load? 
(/) What is meant by "speed regulation" of motor? 
(g) What is meant by "speed control" of motor? 
(h) How is it possible to tell whether motor is cimiu- 

latively or differentially connected? 
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— Leclanche 148 

Design Factors in Motor 

Speed 241 

Determination oF Interoal Re- 
sistance of Cells 145 

Detenninadtm of Motor Effi- 
ciency 24g 

— Directly 149 

— Indirectly 250 

— Opposition Methods 250 

Determination of Working Re- 
sistance of Cells 

Determining Efficiency of Gen- 

— Directly 

— Indirectly 

Difference of Potential 

Differential Motor 

Differently Compounded Genera- 
tor 1 

Direct Current 

Direct Current Generators : 

— Commutator and Brushes 1 

— Electrical Circuits 1 

— Magnetic Circuit i 

Direct-Current Measurements... 1 

— Current 1 

— Energy 1 

— Power ] 

— Resistance 1 

— Voltage 1 

Direct-ClUTent Motor ; 

Direct Deflection Method (Ex- 
periment 10) s 

Direct Deflection Method for In- 
sulation Resistance ] 



— Theory t 

— Where Used i 

Direction of Induced Current. . . 1 

) Discharging Cells i 

! Discussion of Magnetic Curves, . 
Distinction between Dynamo 

and Generator i 

Distortion a 

Dli-ided Circuits 

Drum-Type Armature Core i 

Dry Cell 147, 149, i 

Dynamo 11 

Dynamomet er-Type Instru- 

Dynamometer-Type Wattmeters, i 

— Compensation n 

— Corrected for Power Con- 
sumed in Instrument Itself. ... 11 

— Description i 

— Method of Calibrarion 11 

— Method of Connection a 

E.M.F.of CeUs u 

— Closed Circuit u 

— Open Circuit u 

Ebonite ; 

Eccentric Pole Shoes k 

Eddy Currents ; 

Eddy-Current Brake it 

Eddy-Current Losses i( 

Edison Cell 1; 

Edison Lalande Cell i^ 

Effects of Armature Reaction 

Shown by Flux Diagram k 

Effects of Brush Shifting 204, ae 

Effects ot Changing Magnetism.. ; 

Effects ot Hysteresis : 

Effect of Temperature Expressed 

as an Equation 4 

— Numerical Example ; 
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Effects of Temperature on Re- Electricity, Elementary Terms. . . 4 

sistance 49 Electrochemical Action . . ; 6 

EflSciency of Generator 199 Electrochemical Depolarizers... . 143 

— Blondel Method 201 Electrodes 141 

— How Determined 199 Electrolysis 4 

— "Opposition" Methods 201 Electrolyte 141 

— "Pumping Back" Methods. . . 201 Electromagnetic Laws 27 

Efficiency of Motor 249 — Currents at an Angle 29 

— Definition 249 — Field about a Helix 28 

— How Determined 249 — Field about a Straight Con- 
Electrical Causes of Sparking 208 ductor 27 

— Armature Reaction 208 — Law of Generator Action 30 

— Self-Induction 210 — Laws of Magnetic Action 

Electrical Circuits 36 between Current-Carrying 

Electricsd Circuits of Generator. . 168 Conductors 28 

Electrical Degree 175 — Lenz's Law 32 

Electrical Geiierator 167 — Maxwell's Law of Motor 

Electrical Heating 20 Action 29 

Electrical Input (Motor) 248 — Parallel Currents in Opposite 

Electrical Instruments 87 Directions 29 

— Ammeters 87 — Parallel Currents in the Same 

— Ampere-hour Meters iii Direction 28 

— Dead-beat ^^ 94 — Production of Magnetic Field 

— Voltmeters 87 by Electric Current 27 

— Watt-hour Meters 102 Electromagnetic System 7 

— Wattmeters 99 Electromagnetism 10 

Electrical Load 104 Electromotive Force 4, 7 

Electrical Power 15 Electrons 3 

Electrical Power Stated as an Electro-plating 4, 171 

Equation 16 Electrostatic System 7 

Electrical Power in Terms of Electrostatic Voltmeters 97 

Resistance 16 Elementary Electrical Terms 4 

Electrical Pressure 7 — Alternating Currents 6 

Electrical Unit of Heat 20 — Conductances 5 

Electrical Units 6 — Current 4 

Electricity 3 — Direct Current 6 

— Chemical Effect 4 — Electromotive Force 4 

— Heating Effect 3 — Inductance 5 

— How Manifested 3 — Potential 5 

— How Measured 4 — Resistance 5 

— Magnetic Effect 3 Elementary Magnetic Terms 9 

— Physiological Effect 4 — Lines of Force 9 

— Visible Effect 4 — Magnetic Field 9 
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312 1 

— Magnetic Flus 

— MagnetamoUve Force 

— Permeance 

— Polarity 

— Reluctance 

EndBells i 

End Fromea . . i 

Energy Measurement i 

Energy of Motion 

Equalizer a 

Equations of Electrical Energy, . 

— Numerical Example 

Essentials of all Direct Current 

Generators i 

— Air Gap j 

— Armature Core i 

— Armature Windings i 

— Field Frame i 

— Field Windings , , . i 

— Pole Keces i 

— Pole Shoes i 

Essentials of Direct-Current 

Motors 2 

Excessive Heating 3 

— Armature 2 

— Bearings a 

— Commutators and Brushes. . . 2 

— Field Windings 2. 

Escessive Sparking 2: 

— Electrical Causes 2: 

— Mechanical Causes a; 

Excessive Speed of Motors a; 

Excitation of Generators li 

— Selt-Exdtation it 

— Separate Excitation il 

Factors Determining Heat Dis- 
sipated ; 

Factors Determining Heat Gen- 
erated ; 

Factora Determining Internal 
Resistance of Cells t^ 

Factors Determining Magnetic 



) Force Exerted in Motor 337 

J — Armature Current jjj 

J — Field Strength jjj 

) — Length of Conductor 138 

) Factors Determining Motor 

i Speed J41 

! Factors Determining Tempera- 

! Failure to Build Up 231 

1 Failure to Carry Load m 

I Failure to start, Motors 272 

I Farad 8 

Faraday's Law 30 

1 Faure Cells 138 

i Ferro-Magnetic Materials 70 

1 Ferro-Magnetic Substances 13 

I — Chromiiun 13 

. — Col)alt 23 

— Magnetite 23 

— Manganese 23 

— Nickel 13 

Fiber ijj 

Fiber Wedges 17s 

Field about a Helix ti 

Field About a Straight Coa- 

ductor 17 

Field Frame t6S 

Field Intendty ti 

Field Windings 168, 170 

Flame-Proof Motor 235 

Flat Compounded Generator 193 

Flexible Cable 173 

Flint Glass 36 

Flux Density "1 'S 

Flux Shifting in Generator 303 

Foot-Pound 17 

Forged Steel Shaft 178 

Formed Cells tjS 

Foucalt Currents 77i 19^ 

Friction Compensation no 

Friction Losses 19S 

— Bearing Friction igS 



— Brush Friction 

— Windage 

FuUer CeU 

Fundamental Laws ol Electrical 

Engineering 

— Kirchhoff'a Law 

— Laws of Electrical Energy and 
Electrical Heating 

— Laws of Electrical Power 

— Ohm's Law 

Fundamental Principle of Gen- 
Fundamental Principle of Motor, 
Fuses S6. 

Galvanometer 

Galvanometer Constant 

Generator Action ia Motor., 233, 

Generator Capacity 

Generator Characteristics (See 
Characteristics of Generators) 

Generator Excitation 

Generator Efficiency 

Generator as Motor 

Generator Construction 

Generator Operation 

Generator Regulation 

Generator Tests 

— Ground 

— Open-Circuit 

— Short-Circuit 

Generators 6, 

— Cast-iron Frame 

— Cast-Steel Frame 

— Compounded 

— Cumulative 

— Differential 

— Flat 

— Interpole 

— Pedestal 

— Rotating Parts 

— Self Excited 
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igS — Separately Excited tSs 

iq8 — Series 19a 

[48 —Shunt 187 

— Three-Wire 214 

14 Generators, Troubles 221 

ai German Silver Grids 193 

Graphite 1 70 

iS Gravity Cell 150 

TS Grids 157, 160 

14 Ground in Field Winding 221 

Ground Tests 226 

167 — Armature Winding 226 

!32 — Field Winding 226 

!i7 Guard Wire 128,129 

Gutta Percha 36 

SS 

130 Handwheel for Brush Shifting. . , 172 

134 Heat Energy 19 

ri3 Heat Transfer 52 

Heating Coil no 

85 Heating Effect 3 

81 Heating of Motors 372 

99 Henry 5,8 

'33 Heusler Alloys 69 

.68 Homopolar Motor iq6 

!i6 Horse Power 17, 247 

96 Hot-Wire Type Instruments. ... 97 

96 "Hutchinson" Test aoi 

\2i Hydrogen 143 

126 Hystereas »S, j6 

!a6 Hysteresis Loss .• 76, 197 

!24 

67 Impregnated Coils 174 

68 Incorrect Brush Location 222 

68 Independent Terminal of Watt- 

91 Indicating Wattmeters 99 

94 Indicator Cards igg 

93 Induced E.M.F j 

III Inductance Sj S, 37 

72 Induction Instruments 97 

73 Insulated Compound 174 

3: Insulated Linen Tape 1 74 
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Insulation Resistance — Direct 
Deflection Method (Eiperi- 

losuktion Resistance, Voltmeter 

Method (Experiment g) 2 

Insulation Test by Substitution., i 
Insulators ........,,.-...,.--., 

Internal Resistance of Cells i 

— Constant Factors i 

— Determination of Internal 
Resistance i 

— Determination of Total Re- 
sistance I 

— Variable Factors i 

Interpole Windinga , . . i 

Interpole 2 

— Actions 2 

— Definition 3 

— How Connected 2 

Interpoles (In Motors) 2 

Iron-Bar Type Instruments. . . . 

Iron Grids i 

Iron Losses , i 

— Eddy Current i 

— Hysteresis i 

Iron Vane Instruments 

Joule 8, 

Kelvin Double Bridge i 

Kilowatt-hour 8, 

Kinetic Energy 

Kirchhoff 's Laws 

— Application to More Comples 

— Divided Circuits 

— How Derived 

— Numerical Ulustralion of First 

— Numerical Illustratjoa of Sec- 
ond Law 

— Statement of Kirchhoff's First 



— Statement of Kirchhoff's Sec- 
ond Law II 

Kirchhoff's First Law ji 

Kirchhoff's Second Law 21 

Laminated Core 173 

Laminations 78, i6g 

Lap Winding ijs 

Lap-Wound Motor 343 

Laws of Electrical Energy and 

Electrical Heating 18 

Law of Electromagnetic Induc- 
tion 30 

Law of Generator Action 30 

Laws of Electrical Power 15 

Laws of Magnetic Action between 

Current-Carrying Conductors. 28 
Laws of Magnetic Circuit with 
Iron or Other Ferro-Magnetie 

Substance 24 

Lead Cells 157 

— Faure 158 

— Formed 158 

— Pasted is8 

— Pknte 158 

Lead Peroxide 157 

Lead Sulphate 137 

Leakage Flux 71 

Leclanche Cell 147, 148 

Lenz's Law 32 

Lenz's Law Applied to the Gen- 

.""»' ■'; 

Limitation of Output, Motors. . . 373. 

Lines of Force g 

Lithium Hydrate 159 

Load Characteristics of Cora- 
pound Generators (Experiment 

14) ags 

Load Characteristics of Shunt 
Generator (Experiment ij).... 391 

Local Action 144 

Lode-stone 10 

Loss of Residual Magnetism .... zii 



Losses in Generator ir|6 

— Bearing Friction 198 

— Brush Fiictios igS 

— Copper 198 

— Core 196 

— Eddy Current 196 

— Friction , 19B 

— HystereMs 197 

— Iron 196 

— Mechanical 196 

— Stray Power ig6 

— Windage igS 

Losses in Motor 249 

— Copper 349 

— Stray Power 349 

Low Resistance in Conductors. . . 36 

Lugs, Commutator 175 

Magnet Cores i6g 

Magnetic Action 232 

Magnetic Circuits 9, 69 

Magnetic Circuit Calculations. . . 3t 

— Numerical Example 81 

Magnetic Circuit Connections. . . 7g 

— Parallel 7g 

— Series 79 

— Series-Parallel 79 

Magnetic Circuit of Four-Pole 

Dynamo 80 

Magnetic Circiut of Generator... 168 

Magnetic Drag. 77, 104 

Magnetic Effect 3 

Magnetic Field. . , 9 

Magnetic Flux g, it 

Magnetic Intensity 25 

Magnetic Laws 23 

— Laws of Magnetic Circuit with 
Iron or Other Ferro-Magnetic 
Substance 23 

— Ohm's Law for the Magnetic 
Circuit 23 

Magnetic Law Stated as an 

Equation 13 
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— Numerical Example 24 

Magnetic Materials 69 

Magnetic Resistance 10 

Magnetic Units — Practical Sys- 



— Ampere-turn . . . 

— Field Intensity . . 

— Flux Density. . . 

— Maxwell 

-Rel 



Magnetism 

— Definition 

^- Elementary Terms 

— How Measured 

— How Obtained 

Magnetization Curves 25, a6, il 

Magnetomotive Force 10, . 

Magnitude of Induced E.M.F... , ; 

Manganese Dioxide 143, li 

Manganin : 1 

Materials, Ferro-Magnetic ; 

Materials, Magnetic < 

Materials, Non-Magneric 

Materials Used in Electrical Cir- 

Maxwell 

Maxwell's Laws : 

Maxwell's Law of Motor Action. 

Measurement of Comparatively 
Low Resistance by Voltmeter- 
Anmieter Method 11 

Measurement of Current ii 

— With Ammeter 11 

— With Standard Resistance 

and Voltmeter n 

Measurement of High Resistance 

byVoltmeter-Ammeter Method t^ 

Measurement of Power 13 

Measurement of Resistance 11 

— Comparisons of Voltmeter 

Deflections 1: 

— Direct Deflection Method for 
Insulation Resistance ■' 
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— Kelvin Double Bridge 121 

— Slide-wire Bridge no 

^Voltmeter-Ammeter Method.. 122 

— Voltmeter Method for Insu- 
lation Resistance 135 

— Wheatstone Bridge ji; 

Measurement of Resistance, by 

Comparison of Voltmeter De- 
flections, Using Standard Re- 

■ sistance (Experiment 8) tSj 

Measurement of Resistance Using 
Wheatstone Bridge (EJiperi- 

mente) 284 

Measurement of Voltage ii; 

— With Voltmeter — Above its 
Range 1 16 

— With Voltmeter — Below its 
Range 116 

— With Voltmeter- Within its 
Range 115 

Measuring Instruments Used 
with Generators 216 

Measuring Insulation Redstance 
of Insulated Wires 128 

Measuring Resistance, Voltmeter- 
Ammeter Method (Experiment 
7) 2&6 

Mechanical Analogy of Ohm's Law 14 

Mechanical Depolarizers 144 

Mechanical Losses (See Fric- 
tion Losses) 

Mechanical Power 17 

Megohm 37 

Method oE Connecting Volt- 
meters and Ammeters g8 

Method of Determining Amount 
of Electrical Energy 18 

Method of Reducing Armature 
Resistance io6 

— Compensating Coil !oli 

— Eccentric Pole Shoes 20 7 

— Introduction of Reluctance 
in Path of Flux loj 



— Saturated Pole Tips laj 

Mica tjs 

Micro-farad 8, 42 

MU : 47 

Mil-Foot. ,. 47 

Milh-henry 8, 37 

Millivoltmeter uj 

Mirror-type Galvanometer 128 

Moisture-Proof Motor 235 

Molded Mica Segments... 177 

Motor 233 

— Efficiency 349 

— Input 348 

— Losses, , , . . - »49 

— Output J4J 

Motor Action 231 

Motor Action of Commutator.. . 235 
Motor Applications , 161 

— Cumulative 162 

— Differential i6j 

— Series 261 

— Shunt sit 

Motor Characteristica 254 

— Cumulatively Compounded 
Motor J34 

— Differentially Compounded 
Motor 254 

— Series Motor J5j 

— Sliunt Motor 154 

Motor Construction 33$ 

Motor Protective Devices iji 

— Circuit-Breakers 272 

— Fuses 272 

Motor Rating J73 

Motor Speed Control 145 

— Applied E.M.F 14J 

— Field Strength 343 

Motor Speed 241 

Motor Speed Regulation 246 

— Definition 346 

— Numerical Example 246 

— Speed Regulation Expressed 
as Equation 246 



Motor Tests 273 

Motor Torque 138 

— Definition ajS 

^ Detennined by Counter- 
Torque 235 

— Numerical Example 241 

^ Torque and Power 240 

— Torque Expressed as an Equa- 



— Torque Independent of Speed 140 

— Unit of Measurement 23S 

Motor Troubles 272 

— Eicessve Speed 272 

— FaUure to Start 272 

— Heating 272 

— Sparking 272 

— Under-speed 271 

Motor, Use of Multi-Coils 236 

Moving Coil and Stationary Coil 

Type Instruments 96 

Moving CoQ and Stationary Per- 
mament Magnet Type InBtru- 

Multi-Coils, Use of 180 

Multi-Polar Generators 169 

Multi-Voltages, Use of 267 

Multiple Arrangement of Cells... 153 

Multiple Winding 175 

Multiplier 87 

Name Plate 200 

Natural Magnet 10 

Negative Pole 142 

Network 60 

Network Calculations 65 

Neutral Plane 202, 204 

New Neutral Plane 

Nickel 

Nickcl-Iron-Alkaline Cdl 

Nickel Hydrate 

Mtric Add 

No-Commutator Type Watt- 
hour Meter 



No-Field Release 3 

No-load and Load Tests of 
Series Generator (Experiment 



13).- 
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No-Load Neutral Plane, . 
No-Load Test of Shunt Genera- 
tor (Experiment 11) 

Non-Conductors 36 i 

Non-Magnetic Materials 70 

Northern Lights 4 

No- Voltage Release 268 

North Pole 10 

No. to Copper Wire 48 

Numerical Application of Kirch- 

hoff's Laws 67 

Numerical Example of Electrical 

Heating 

Numerical Example of Electri- 
cal Power i6'| 

Numerical Examples of Ohm's 



Ohm's Law 

Ohm's Law for the Magnetic 

Circuit 23, J 

Ohm's Law Stated as an Equa- 



Ohms per Inch Cube. ..,.,...,, 4&M 

Ohms per Mil-foot 46 I 

Oa Wells iT^H 

Oiling Rings i7^i| 

Open Circuit. . 

Open Circuit Calculations ^^ 1 

Open Circuit in field or .\rma- 



Open-circuit Cells . . 

— Dry Cell 147 I 

— Leclanche' Cell 147 j 

Opcn-drcuit E.M.F. of Cells 

Open-Circuit Tests aa6J 

— Armature Winding. . 

— Field Winding. . 
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' Open Motor 235 

Operating of Generators 116 

— Compound. , »ig 

^ Measuring Inatnunents Nec- 
essary 2 16 

— Protective Devices 117 

— Shunl 317 

Operation 162, 270, 271 

— Compound Motors 271 

— Series Motors 270 

— Shunt Motors 262 

Operation of Shunt Generators 

In parallel (Experiment 15). 3g6 

"Opposition" Teats 101 

Ordinate 25 

Over-compounded Generators. . . 194 

Overload Release 265 

Oxygen 157 

Paper Insulated Cables 50 

Paraffin 36, 151 

Parallel Arrangement of Cells. . , 153 

' Parallel Circuit 58 

Parallel Circuit Calculations. ... 62 

Parallel Connection 52 

ParaUel Currents in Opposite 

Directions 29 

Parallel Currents in Same Direc- 
tion 28 

Parallel Magnetic Circuit 79 

Parallel Operation 218, 219, 220 

— Compound Generators. . . 319, s»o 

— Shunt Generators 218 

Parallel Operation of Compound 

Generators (Experiment 16).. . 298 
ParaUel Operation of Shunt 

Generators (Experiment 15).. . 296 

Parallel Winding 1 75 

Pasted Cells 158 

Percentage Voltage Regulation 

of Generator iq6 

Permanent Magnet 11 

Penneatnlity 71 



Permeance 10 

Permittance 41 

Phosphor Bronze Wire . 175 

Physiological ESect 4 

Pig-Tail 171 

Plante' Cells 158 

Plates 141 

Platinum 46 

Plunger Type Instruments 94 

Polarity , 10 

Polarisation 143 

— Chemical DepolariBers 143 

— Electrochemical Depolarizers. 143 

— Explanation of Action 143 

— Mechanical Depolarizers 143 

— Prevention 143 

Pole Pieces 168, r69 

Pole Shoes 168, 169 

Poles 10, 141 

Portable Instruments 91 

Pofiilive Pole 14a 

Potasaum Bichromate 143 

Potassium Hydrate 159 

Potential ; 

Potential Energy t8 

Potentiometer 145 

Pounds-Feet 141 

Powdered Carbon 149 

Powered Iron Oxide 160 

Power Input (Motor) 248 

— Determining Factors 14S 

— Electrical Input Expressed as 
Equation 148 

— Numerical Example 148 

Power Measurement 133 

— With Ammeter and Volt- 
meter 13s 

— With Watt^neter 13s 

— With Wattmeter and Am- 
meter and Voltmeter 133 

Power Output of Motor 147 

— Determining Factors 947 

— How measured (47 



— Numerical Example 247 

— Output e;tpressed as Equa- 
tion 147 

Practical System 6 

Prevention of Polarization 143 

Primary Cells 6, 141 

— Arrangement for Highest 
Effidency 155 

— Arrangement for Maximum 
Current 155 

— Batteries ." 152 

— Classes of Cells 147 

— Closed Circuit Cells 14s, 147 

— Crowfoot Cell ^8 

— Dry CeU 147 

— E.M.F. of Cells 144 

— Edison Lalande Cell 148 

— Fuller CeU 148 

— Gravity CeU 148 

— Ledanche' Cell 147 

^ Local Action 144 

— Open-Circuit Cells 14;, 147 

— Paralld Arrangement 153 

— Polarization r43 

— Principle of Operation 142 

— Series Arrangement 152 

— Series-Parallel Arrangement. , 154 
Production of Magnetic Field 

by Electrical Current 27 

Prony Brake 148 

Properties Determining Resist- 

Properties of Electrical Cir- 
cuits 37 

— Capadty 41 

— Inductance 37 

— Mechanical Analogy 43 

— Resistance 37 

Protected Motor 23; 

Protective Devices J17 

Protective Devices, Motors 372 

Pulsating Current . 6 

"Pumping Back" Tests. ....... 201 
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Radial Ducts 174 

Radiation 54 

Radiation from Rough Surfaces.. 54 
Radiation from Smooth Sur- 
faces 54 

Rate of Discharge of Storage Cells 161 

Rating of Motors 373 

Registering Mechanism no 

— Ampere-hour Meters 1 11 

— Watt-hour Meters no 

Regulation of Generator ig6 

Rel II 

Relation between Coulombs, 

Voltage and Capacitance 43 

— Numerical Example 43 

Relation hetween Electrical 

Power and Mechanical Power , 17 

— Numerical Example 17 

Relative Reluctivity 74 

Reluctance to, 11, 24 

Reluctance of Magnetic Mate- 
Reluctance of Non-Magnetic 

Materials 73 

Reluctivity 72 

Reluctivity, Absolute 74 

Reluctivity, Relative 74 

Requirements for Constant 

Speed in Motor 241 

Residual Magnetism 1S2 

Resistance s. 37 

Resistance Commutation ar» 

Resistivity 46 

Reversed Field 221 

Revolution, Motor 248 

Right-hand Rule 27, 167 

Rubber 36 

Rubber-Insulated Cables $0 

Rubber Insulating Compound. . . 36 
Ruhmfcorff Coil 4S 

Safe Carrying Capadties SS 

Sal Ammoniac 149 
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Salt Solution ]4» 

Sangamo Watt-hour Meter 107 

Saturated Pole Tips 307 

Saturation 26, 71, 186 

Secondary Cells (See Storage 

Cells) 15s 

Segments, Molded Mica 177 

Self-Excited Generators 181 

— Compound i8( 

— Series 183 

— Shunt 1S3 

Self-induction aio 

Separately Excited . Genera- 
tors iSi, i8s 

— Load Characteristic 186 

— Magnetisation Curve 186 

— No-load Characteriatic 185 

— Speed Characteristic 1S6 

Series Arrangement of Cells 152 

Series Circuit ,. . , 56 

Series Circuit Calculations 62 

Series Coils 170 

Series Connection 52 

Series Field Reversed ssa 

Series Generator 183, tqo 

— Critical Resistance 191 

— External Characteristic 
Curve 191 

— Internal Characteristic Curve 151 

— Load Characteristic 191 

— Magnetization Curve 190 

Series Generator, No-load and 

Load Tests (Eiperiment 13).,. 293 

Series Magnetic Circuit 79 

Series Motor 353 

Series Motor, Brake Test (Ex- 
periment rg) 303 

Series Motor Operation 270 

— Operating and Controlling 271 

- Speed Variation 270 

— Starting 270 

Series- Parallel Arrangement of 

Cells IS4 




Series-Parallel Circuit 59 

Series-Parallel Circuit Calcula- 
tions 6i 

Series-Parallel Magnetic Cir- 
cuit 79 

Series Shunt igj 

Series Winding ijfi 

Shaft of Generator 178 

Shifting of Brushes to get Spaik- 

less Commutation no 

Short-Circuit 56 

Short- Circuited Coil 308 

Short-Circuit Tests 314 

— Armature Winding 224 

— Bar-to-Bar Test 234 

— Field Windings 827 

Shunt SS 

Shunt Coils 170 

Shunt Generator iSj, 187 

— Load Characteristic 188 

— No-load Characteristic 187 

— Speed Characteristic iSS 

Shunt Generator Operation 217 

— Shunt Generators in Paralld.. 318 

— Starting 917 

— Stopping 318 

Shunt Generators in Parallel .... 31S 
Shunt Generator, Load Char- 
acteristics (Experiment 13) 291 

Shunt Motor 153 

Shunt Motor Brake Test (Ei- 

periment 18) 301 

Shunt Motor Operation 263 

— Operating and Controlling. . . . 368 

— Speed Variation 266 

— Starting 161 

— Starting Boi 363 

— Stopping a6g 

Silk Insulation 36 

Silver Nitrate Solution 7 

Slide-wire Bridge 120 

Slotted Armature Core 173 

Sbtted Pole Cores nj 



Slotted Pole Shoes 

Smooth Core Armature 

Solenoid 1 1 

South Pole 

Southern Lights 

Spacing Pieces 

Sparking of Motors 

Sparkless Commutation, 2aS, 310, 

— By Shitting Brushes 

— By Use of Interpoles 

Sparkless Commutation in 

Motor 

Specific Gravity of Storage 
Cells 158, 

Specific Resistance 

Speed Characteristic of Cumu- 
lative Compound Motor 

Speed Cha,racteristic of Differ- 
ential Compound Motor 

Speed Characteristic of Series 

Speed Characteristic of Shunt 
Motor 

Speed Control of Motors 

Speed Factors Expressed as 
Equation 

— Numerical Example 

Speed of Motors 

Speed Variations 

— Applied E.M.F 

— Field Strength 

Spider 

Standard Resistance 

Starting Boxes 

Starting Boxes, No-load Char- 
acteristics of Shunt Motor 
(Experiment 17) 

Statement of Magnetic Law 

Static Electricity 42 

Statinnary Coil and Moving 

Iron Instruments 

Stop Watch 

Stoiage Cells 
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207 — Capacity 

1J3 — Charging tjg ^ 

, 28 — Definition 

10 — Discharging ^SS*! 

4 — Edison Cells 

272 — Formed is8 1 

211 —Lead Cells 

iio — Nickel-Iron-Alkaline Cells. . . . 

211 —Pasted i5gj 

— Plante' 158 1 

251 — Principles of Operation i 

— Specific Gravity 158, i 

j6o — Uses 161, I 

46 Stranded Conductor 

Stray Power Losses 196 I 

260 — Bearing igS I 

— Brush 19B J 

260 — Core 196 I 

— Eddy Current 

257 — Friction 

— Hystereas 

254 —Iron 

245 — Mechanical 198 i 

— Windage igS I 

144 Study of Direct-Current Am- 

244 meters and Voltmeters (Ex- 

341 periment 3) 37S I 

266 Study of Watt-hour Meter (Ex- 

266 periment 5) ii 

266 Study of Wattmeter (Experi- 

174 raent 4) » 

1 IS Sulphating I, 

268 Sulphuric Acid i. 

Switchboard Inslrumenls 1 

300 Tactometer 248 

23 Temperature Coefficient 49 i 

, g7 Temperature Rise, Allowable 

Terminal Board 172 

1)3 Terminals 141 | 

245 Thermo-couple 

158 Three-Wire Generator 214 
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INDEX 



— Advantages 216 

— Allowable Unbalandng 216 

— Princqik ol Operatkm 214 

Three-wiie System Watt-hour 

Meter 137 

Turned Sted Wire 175 

Tovque and Power 240 

Torque Cbaiacteristic of Cum- 
ulative Compound Motor 260 

Torque Cbaracteristic of Dif- 
ferential Omipound Motor.... 260 
Torque Characteristic of Se- 
ries Motor 258 

Torque Characteristic of Shunt 

Motor 256 

Torque Determined by Counter- 
Torque 239 

Torque Devdoped by Means of 

Armature Current 241 

Torque Ezj^essed as Equation . . 240 

— Numerical Example 241 

Torque Independent of Speed . . . 240 
Tracing Starting Box Connec- 
tions 265 

Troubles in Generators 221 

— Excessive Heating 223 

— Excessive Sparking 222 
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